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PREFACE. 



The number of English books dealing with the theory and 
•construction of continuous-current dynamos is already by no means 
inconsiderable, and includes many excellent works — such ' as those of 
-Qisbert Kapp and Prof. S. P. Thompson. In order to justify the 
publication of the present volume, a brief sketch of its special 
characteristics, together with some account of the purposes which it 
is intended to serve, may not be out of place. 

The general and theoretical education of electrical students in 
England and the United States, however excellent it may be, can 
hardly be expected to produce finished electrical engineers. Indeed, 
the problems which occur in practice are not of a kind to admit of 
introduction into a college curriculum, where the main object must 
be to impart a theoretical education as complete and many-sided as 
lK>ssible. Thus the student's term of learning is by no means ended 
when he enters into the sphere of practical work ; indeed, it may be 
said to have only then commenced, since be is then for the first time 
thrown on his own resources. On the other hand, anyone who has 
taken this step will remember the difficulty of the transition, and how 
much valuable time was lost before he made himself at home in his 
new sphere. 

In order to lighten this task, the author has in the present volume 
brought together all those practical formuhe which are indispensable 
for the construction or critical examination of continuous -current 
dynamos. The applications of these formulae are fully explained 
by the aid of numerous numerical examples. The text is further 
supplemented by a large number of illustrations, representing in detail 
machines which have been actually constructed. It is hoped that the 
tabular matter and descriptions of these machines will serve to increase 
the critical knowledge of the reader. 

There remains the agreeable task of expressing my best thanks to 
the various firms, both English and foreign, who have most kindly 
placed drawings and tables at my disposal. I venture to express the 
hope that it will be possible for me in a later edition to devote greater 
attention to English and American machines. 

J. FlSnEll-HlNNKN. 
Le Rainr.y, S.-€t-0., 

France, 
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Page 14, line 4 from bottom, for " C / B ergs," reacf 
'* C / B dynes." 

Page 17, line 6 from bottom, for ** 10^ absolute ergs," read 
** 10' ergs per second." 

Pagp 33, line 5, for ^^ "/ ^> read ^^ \^ h 

P P 

Page 44, last line, read " s = sectional area," etc. 

Page 49, line 4, for *' Elektrotechnishe'' read ** Elektro- 
iechnischc.*' 

Page 49, line 19, after ** somewhat larger," read **To be 
quite safe we will take j; = 0*003." 

Page 61, line 7 from bottom, for '* Zimmermann," read 
** Timmermann." 

Page 62, equation (46), for ^^5 x watts lost ^ ^^^^ 

surface (i x 0*3 vz;) 

645 X watts lost 



surface (i + 0*3 s/v) 
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Page 68, line 3 from bottom, for " A = . . . ," read 
/• ■ • • . 



Page 69, line 4 from bottom, for ** equation (41)," read 
** equation (49)." 

Page 76, line 6, for "m," read "A." 

Page 79, 3rd line in column, under N„ for "38," read "58."^ 



XIV. ERRATA. 

Page 85, in Fig. 52, for " ohms lost," read " ohmic loss." 

Page 88, line 6, for " two thin," read " too thin." 

Page III, line 4, for " 10 per cent.," read " 10 per 1,000." 

Page 119, Fig. 70, for " Cj," read " Ij." 

Page 260, line 11, for "Table XI.," read "Table XII." 

Page 273, lines 9 and 11 from bottom, for "lineal inch," 
read "linear inch." 

Page 276, line 18, for " Table XIII.," read " Table XII." 

Page 322, line 10, for " N," read " Nw" 

Page 322, line 11, for " N," read " Nj." 

Page 398, heading of third column of table, for " Loss in 
machinery," read " Loss in machining." 
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NOTE. 



It may be well to remark that the quantity termed the 
specific resistance on page i8, the values of which are given 
in Table I., page 409, is the resistance of a wire i m. 
long and i sq. mm. sectional area. Its value is therefore 
equal to 10* times the quantity generally termed the specific 
resistance — i.e,, the resistance between opposite faces of a 
centimetre cube of a substance. 



'CONTINUOUS-CURRENT DYNAMOS 



CHAPTER I. 

General Theoretical Considerations, and Principles 
OF Dynamo Construction. 

A. Formation or Electromagnets. I 

Magnetic lines of force are generated around any conductor ' 
ifirough which a current is passing, and the conductor forms, 
as it were, the axis of the lines. 

Whether, however, we are justified in assuming any real 
mtivemenl along the lines of force is a question as yet undeter- 
mined. It is more probable that the Hnes of force after 
their generation are motionless, but for simplicity of explana- 
tion it is very convenient to assume an encircling movement. 

The phenomena produced by lines of force are easily seen 
if we duly examine the space in close proximity to the 
conductor. Thus, if an insulated conductor is wound round 
a magnetisable body, such as an iron rod (Fig. i), the iron 
core will, during the passage of a current through the 
conductor, act as a magnet. Such a magnet is called an ■ 
electromagnet. The electromagnet has properties similar ] 
to those of an ordinary permanent magnet. 

Certain conventions have been agreed upon in regard to 
ftlcctromagnets. The end at which the lines of force are 
assumed to leave the iron is called the north pole, and the 
tnd at which the lines are assumed to enter the iron is called 
the south pole of the magnet. The current in the conductor 
wound round the iron core is in the same direction a^ the 

»ds of a watch when a person is facing a south pole, and i 
le opposite direction to the bands of a watch when J 
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tacing a north pole. The latter rule was first suggested by 
Ampere 

The measure of the strength of magnetisation is determined 
by the number of lines passing 
through unit surface. The unit 
surface adopted in scientiKc works 
is usually a square centimetre. 
Thus the unit of magnetisation 
is one line through a square cen- 
timetre. 

The unit pole radiates 4 tt lines 

of force, for the surface area of a 

sphere of i cm. radius is 4 tt square 

centimetres, and it consequently 

'■"- '■ follows that 4 TT hnes of force pass 

normally through the entire surlace. 

Thus, the total number of lines of force which issue from 

a pole of strength P is 4 tt P. 

The magnetising or, as it is called, the magnetomotive 
force of the current will be increased if, instead of one turn, 
a greater number of turns of the conductor be wound 
coDtinuously round the iron core. 

Let C represent the current in amperes which pai 
through the coil ; 
L be the length of the coil in centimetres; 
N be the number of turns of the conductor 
the iron core ; 

then the magnetomotive force will be — 

j^ ^ 4 TT C N 

10 L 
The number of lines of force per square centimetre in 1 
interior of the coil will be 

B = M H (afl 

where the coefficient ^ represents the " permeability " 
magnetic conductivity of the medium enclosed in the coil.| 

If the coil contains no iron, but only air or other i 
magnetic substances, then /i = i. 

The permeability of iron varies with its saturation — Q 
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IS, with the density of the lines of force passing through it. 
Generally, according to the 8egree of saturation, the perme- 
ability of iron varies between 50 and 200 times that of air. 

Suppose a coil to have a sectional area of S square centi- 
metres, the total number of lines of force will be 

^ = 15 . S M . C N (3) 

10 L 



•or, more generally, 






^here R stands for magnetic resistance. 

The factor C N is, in general, expressed by the term 
■** ampere-turns." While the product C N has a constant 
value, the magnetomotive force remains constant, no 
matter how the respective values of C and N may vary. 

The space surrounding a magnet wherein lines of force 
exist is termed the magnetic field of the magnet. This 
expression, however, is sometimes restricted when speaking 
of a dynamo, and refers only to the space between the two 
poles. 

If a magnet is bent so that its poles come directly opposite- 
one another, with their faces parallel, it may be assumed the 
lines of force distribute themselves uniformly over the pole- 
faces. This corresponds to the conception of a homogeneous 
magnetic field (Fig. 10). (For the study of questions con- 
nected with lines of force, see the work of H. Ebert, ** Lines 
•of Fprce.") 

The field of a dynamo is homogeneous only so long as 
the armature is open-circuited, and provided the poles are 
bored concentric to the armature. 

B. Phenomena of Induction. 

I. Generation of E.M.F.'s and of Currents. 

If we place a wire within a tube made from metal of 
high conductivity, connecting the two free ends of the win- 
to the terminals of a galvanometer (Fig. 2), on sending a 
•current through the tube lines of force will be generated 
-encircling both that and the conductor within it. At the 

I* 



duces this deflectio 
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instant the lines of force come into existence, a detiectioiF 
of the galvanometer is observed. The current which pro- 
endures only for the time during 
which the streoRth of the current 
in the tube varies, so producing 
an alteration in the number of 
lines of forcf generated. Calling 
the current along the tube the 
magnetising current, if this is 
kept constant during an appre- 
ciable time, then the induced 
current ceases. Any change in' 
the magnetising current produces 
*■"*■ "■ a corresponding change in the 

number of lines of force, and 
thence an induced current ; this current is indicated by 
the galvanometer. Increase of magnetising current means 
increase in the number of lines, and the more quickly 
these lines increase in number the greater will be the 
strength of the induced current. 

In general, the E.M.F., e. induced in the secondary circutt 
at any instant will be given by the equation 




i 



dt 

When the number of lines of force parsing thrcuj 
circuit either increases or decreases in a regular manner, 
that we may consider the rate of increase or decrease 
constant over a small interval of time, A (, the induced E.M.F. 
may be easily determined if we know the number of lines, 

^u> 0i> 0'?' 03> etc., 
corresponding to the times, 

o, A (, 2iir. 3 A(, etc. 

Thus we shall have 



I 

""'IP 

.M.F. 

I 



M 
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Similar phenomena of induction result when a conducting 
circuit is moved about in a stationary but irregular magnetics 
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field, since the number of lines of force enclosed by the I 
circuit will vary from moment to moment. The formula: 1 
already given will obviously apply to this case also, since their I 
validity in no way depends on the manner in which the ] 
modification of the number of lines of force passing through 
the circuit is produced. The actual value of the E.M.F. at I 
any instant may be easily calculated as follows; Instead of ] 
considering the circuit as a whole, let us suppose it to consiiit f 
of two separate wires, and I 
determine in what manner I 
the variation of the total | 
number of lines included in 
the circuit is related to the 
rate at which the lines are 
being cut by the separate 
conductors. 

I li.. j. Let us suppose, for exam- 

ple, that a conducting circuit 
is moved in the field, of which a section is sketched in Fig. 3, 
with a velocity of v centimetres per second. 

Let I be the length of either wire, perpendicular to the 
plane of the paper, whilst B and B, denote the density of I 
the lines (per square centimetre) at the positions a and b I 
respectively. 

Taking A t sufficiently small, we might consider the density j 
of the lines to be practically constant for points between [ 
4 and a, (where a(i,= r A /), and similarly for b and 6,. 

The number of lines of force included by the circuit uill | 
therefore, during the interval A(, be increased by 

V S tlB, 
and decreased, during the same interval, by 
V AtlB,. 
Consequently, the effective variation will be given by 
V Ml iB - B,t, 
*hich, in its turn, corresponds to an E.M.F. of 



J' A_H( B - B i) 
A/ 



k/(B - B,). 



') CONTINUOUS CURRENT 

The equation (6) shows also in what manner thelnai 
E.M.F. may be calculated when a single conductor is moved 
about in a magnetic field. In this case we may take B, = o, 
whence 

e = v IB (7) 

When a circuit comprises a certain number. N, of turns,- 
the above results must be multiplied by N. The K.M.F. may 
be converted into volts by dividing by lo^ (see p. 17). 

We have avoided, up to the present, making any mention 
of the strength of the induced current. It ,may be easily 
seen that under certain circumstances the induced E.M.F. 
might exist without being accompanied by any current, just 
as water may be subjected to a hydrostatic pressure without 
iiny flow resulting. 

If we connect the two ends of the movable conductor by 
means of a second conductor, which latter, however, is 
I>eyond the inductive influence of the lines of force, in the 
circuit thus formed we shall obtain a current, the strength. 
C, of which is directly proportional to the pressure E, and 
inversely proportional to R, the sum of the resistances offered' 
by the completed circuit : 

C = I (Ohm's law) . . . (8) 

The work done during the passage of this current for 
one second is given by the formula : 

C E = C R ■= ^(Joule's law) . . (9) 

Multiplying both sides of equation (7) by C, we get on th» 
left hand an expression equivalent to the electric work done- 
in unit time, and on the right the product of a quantity 
V (which represents the length of path traversed in unit 
time by the conductor), into C / B, which latter, therefore, 
represents the force acting on the conductor. 

The direction of the induced current is easily ascertained 
by using Faraday's rule: 

" If one imagines himself in a magnetic field so that the 
lines of force enter at the feet and issue at the head, when 
looking in the direction of the movement the flow of the 

iduccd current will always be from left to right." 



The positive direction along a line of force is universally 

( ilelined as that in which a N magnetic pole would move 

if placed in the field. Consequently, a magnetic needle when 

I placed in a magnetic field will set itself with its N pole 

pointing along the positive 

direction of the lines of force 

at the place where it is 

situated. 

If we accept the convention 
that the generation of lines of 
force round a conductor pro- 
duces an E.M.F. in that con- 
iii(;if,'t^ii)ii KhiJ. Utcaasiiig i-his. ductor. We get a simple rule 
i'[i;, 4, for the direction of current 

flow : Looking towards a coil 
in tht positive direction along the lines of force, then, if the 
laimbir of lines of force enclosed by the coil is diminishing, the 
atrrenl in the coil will have the direction of the hands of a 
vaUh (Fig. 4). 

When a single wire is considered, we can always suppose 
that it forms part of a closed circuit, and the above method 
may be followed. 



I 
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[I- Electric Machines. 



After having in the preceding pages treated of the most 
important laws relating to electromagnetic phenomena, we 
IJ now occupy ourselves with some details relating to the 
methods by which such phenomena may be utilised for 
Industrial purposes. 

The fact that the construction of dynamos preceded by 
ome score of years a correct theory of their working has 
tcted prejudicially to their development, since each step that 
bas been made toward better construction has cost much time 
end labour, and often the results of experiments have been 
misunderstood owing to the ignorance which reigned in regard 
■lo fundamental principles. It would be most interesting to 
felloH' the steps by which the state of perfection obtaining at 
'the present day has been reached ; but the limits prescribed 
for this work would not permit us to enter into the details 
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of such a history. We will therefore at once devote our- 
selves to the study of the continuous-current dynamo as it 
at present exists. 

However different continuous-current dynamos may be in 
their forms, their windings, and their modes of construction, 
they all possess the following features in common — vi^., a 
stationary magnetic field, together with an armature and 
commutator which revolve. 

An E.M.F, is produced in the armature windings by the 
variation in the number of lines of force threading the circuit 
at any instant. All attempts hitherto made to use a fixed 
armature and to revolve the field magnets, have miscartied on 
account of the other complications which were thus intro- 
duced. 

We must first of all examine how the laws of induction 
already given may be applied to a circuit turtting in a 
magnetic field. 

In Fig. 5, N S represents the magnetic field, A the armature 
which revolves, and on which we may suppose for the moment 
that a single turn is wound. 
The armature consists of a 
ring composed of insulated 
discs of iron. We shall alet 
later the importance of this 
insulation of the iron discs. 
Since iron offers to the pas- 
sage of lines of force a re- 
sistance very much smaller 
than that of air, nearly aO 
the lines leaving the N pok 
will traverse the iron of the 
armature. Let us consider 
Fia. 5. the distribution of these 

lines over the surface of 
the armature ; we shall find that the greatest density of 
lines occurs between the polar surfaces and the armature 
core. This is due to the fact that in this situation the 
distance traversed by the lines in air is a minimum. Further, 
the field between the pole-pieces and the armature core is 
homogeneous. On the other hand, outside the angles of du; 




e.pieces, b, d,f, h, the density of the lines decreases very 
idly, and becomes equal to zero at the neutral line, a, c. 
Let B represent the density of the lines of force at any point 
OB the periphery of the armature. 

When the armature, together with its windings, is set in 

-rrjolion, the induction through the coil is constantly modified, 

C^Ionsequently an E.M.F. is induced in the coil, its instan- 

l-Aaoeous value being given by equation (7) — viz.: 



In the present case 
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vfaere D is the diameter of the armature in centimetres, 
s the number of revolutions per minute of the armature. 
rnay further remark that when the armature revolves 
■Sense indicated, the induction through the coil increases from 
S io a and from c to e, whilst it decreases from a to c and from 
<■ iog. But whilst in passing through the points « and ^ the 
•iirection in which the lines of force pass through the circuit 
remains unaltered, this direction changes on passing through 
the points c and ^. Consequently, during a complete rotation, 
< Jie induced current will twice change in direction — viz., at the 
JXDints li and e. 



and n ^^| 

We ^1 

in the ^ 





When the E.M.F. for different positions of the armature 
L ^>* plotted on a diagram, a curve similar to Fig. 6 15 
1 <>btiijnec!. 
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In order to transform the resulting alternating current into a 
current always flowing in the same direction, or a continuous 
currerJ, Pixii made use in 1832 of a commutator^ which has 
since been greatly improved. 

The most simple form for a commutator* consists essentially 
of two contact-pieces, turning with the armature, and con- 
nected respectively with the extremities of the coil ; the 
current is carried away by means of two fixed brushes. 
The position of these brushes should be such that they 
pass from one contact-piece to the other at the moment 
when the current is reversed (Fig. 5). In the arrangement 
shown in Fig. 5 the coil cuts only half the lines of force 
leavinfj a field-magnet pole. But the coil may equally well 

be wound around the entire 
armature, as is suggested by 
Fig. 7. 

The arrangement shown in 
Fig. 5 has received the name 
of a rin^r windings whilst one 
similar to Fig. 7 is called a 
drum winding. 

It may be remarked, in 

passing, that in the case of ^ 

drum winding the brushes wiH 

generally occupy a position 

different from that appertaining 

to ;i ring winding. This rule, however is not absolute, since 

we may easily turn the commutator through a right angle with 

respect to the armature windings. 

Commutators with only two contact-pieces, or sections^ are 
now seldom empK^yed except in the case of very small 
machines, and then chiefly in those furnished with the H 
armature originally due to Siemens. The use of this type 
of commutator entails the grave inconvenience that the 
electrical pressure, and with it the resulting current, varies 
considerably during a revolution, and even becomes equal 
to zero during a small interval of time. We might obviate 
this inconvenience by providing the armature with several 

•The icriii "collector" is stimclimes applied to a commutator. In 
however, the term collector is restricted to rAy ^frt/^ftf 





coils, and the commutator with several sections ; connections 
should be established in such a manner that a number of 
coils, possessing different instantaneous E.M.F.'s, are grouped 
in series. 

The principal windings of this sort are described ia 
Chapter II. All present this peculiarity — that they form 
one or more closed geometrical figures. They are therefore 
called closed u-imliiigs. Another characteristic property of 
these windings is that the brushes serve to connect two 
circuits in parallel. We shall have occasion to speak of 
open windings, in which all the armature coils ace grouped 
in series, when we come to speak of dynamos for arc 
lighting ; such arrangements are used for no other purpose. 

As is shown in the pressure curve (Fig. 8) the current 

caonot be rendered constant by the use of four commutator 

sections; the pressure in this case varies between E and 

va . E. By increasing the number of commutator sections, 

i thb irregularity is diminished. 
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If the terminal pressure be taken as the sum of the pressures 
•or an entire revolution of a single coil, we can, without much 
difiicully, estimate the amplitude of the undulations which the 
cruirent will undergo. 

We say "estimate"; for. in fact, au exact calculation is 
impossible, due to a circumstance which will be more fully 
cionsidered subsequently. Owing to the mutual action exerted 
between a current and its magnetic field, the variable magnetic 
■field in the armature which results from the undulating current 
produces in the windings an E.M.F. which opposes either an 

' 'ncrease or decrease of the current. 

I It is due to this circumstance that the current may be con- 

m *idered as constant, even when the n umber of commatatoir I 

^^^^^Bg does not exceed i6 or 20. 
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To obtain the general formula for pressure, let us examine 
Fig. 9. 
Let the armature turn in a given direction with velocity 
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- centimetres. 




The conductors between A and B will not be cutting 
any lines of force, except 
the small number due to 
magnetic leakage. Conse- 
quently the pressure generated 
in these conductors will be 
zero, or, at least, for our pre- 
sent purpose, negligibly small. 
It is different, however, with 
the wires under the poles. 
These are moving through 
a distance of v centimetres 
per second ; hence it follows 
that a decrease or increase 
equal to V B / per second will 
^'"'- 9- occur in the number of lines 

surrounding each conductor, 
according to its position to the left or right of C. 

Until C is reached the number of lines of force decreases, 
but after that point is passed increase takes place. The 
direction of the current, however, is unchanged, inasmuch 
as the direction of the lines of force is reversed. 
The E.M.F., or pressure, in each wire is 

and as the entire number of wires at any instant under the 
action of the Beld is equal to 

where p = number of pairs of poles, and the meaning of b '* 
denoted in Fig. 9, it follows that the total pressure, 

e-^b;?*-' n - '"•""'■ ^' 
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ind the pressure in volts is obtained by dividing this 
Wpression by lo*. 

A slight modification of this formula is needed when it is 
applied to ordinary direct -current machines : Firstly, Bib 
(or the total number of lines issuing from one pole) may 
be represented by <p. Then it follows, as will be shown later 
on, from the nature of direct-current windings, that there are 
is many points of collection of current as there are parallel 
circuits in the armature. 

If ^1 = the number of circuits each consisting of two 
iKanches in parallel ip, = half the number of collecting 
points), then the pressure between two brushes, or collecting 

points, is f ) of the pressure represented in the above 

fonaula. 
We thus obtain the important equation — 



» N 

5o . lo* 



i volts 
^1 



do) 



E is the internal (or total) pressure, or the E.M.F. The 
Wtemal pressure^that is, the pressure between the brushes— 
= the internal pressure, less the drop of pressure in the 
"mature- 

The above formula is equally applicable to drum and 
ting armatures, inasmuch as N represents only the number 
if Conductors on the circumference of the armature. 

It still remains for us to say a few words concerning 
'be second of the principal orf^ans of a continuous-current 
dynamo — viz., the field -magnet system. 

The merit of having first utilised the continuous current 
'upplied by the armature for the purpose of exciting the 
field magnets must be ascribed to MM. Brett and Sinsteden ; 
their discoveries were dated 1848 and 1851. But as these 
*nived too soon, these first attempts had been completely 
fo^lten when Werner Siemens and Wheatstone arrived 
*t the same idea {Proceedings, Royal Society, February 14, 
1867]. Siemens proposed to conduct the whole of the 
eurrent round the magnets, whilst Wheatstone only utiUsed 
1 part of it. In this manner seriis and simnt wound dynamos 
W their origin ; compoutui-woiifid machines were invented 
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iater by Brush, in which both the above methods of excita- 
tion were simultaneously employed. As we shall return to 
the subject in a later chapter, a detailed description wl\ 
not be given here. 

We will confine ourselves for the present to the following 
preliminary indications : 

As in a series dynamo the whole of the current circulates 
round the field magnets, every alteration in the resistance 
of the external circuit of the machine will produce a modi- 
fication of the current, and hence an increase or reduction 
of the terminal pressure. On the contrary, in shunt-wound 
machines the field magnets are connected in parallel with 
the external circuit. The exciting current is therefore hardly 
influenced by the resistance of the external circuit. Shunt- 
wound machines, therefore, work with a constant excitation, 
and hence an induced E.M.F., which is also practically 
constant. This end is, however, more completely attained 
by compound-wound machines. 

3. Motors. 

Up to the present our remarks have been confined to the 
phenomena attending the induction of currents. We now 
suppose that the conductor, instead of moving in the magnetic 
field, is kept stationary. If we connect the two ends with 
some external current-generating source at a given pressure, e, 
there will flow through the circuit so formed a current of the 
maximum strength 

where R is the total resistance of the conductor and con- 
nections — that is, of the circuit. 
Further, a force 

F = C / B ergs = - - ^ kilogrammes* . (11) 

9'8i X 10^ 

is exerted upon the conductor, tending to move it in a 
direction at right angles to the field. The direction of this 

• For the relation 1)etween absolute and practical units, sec table p. 17. ' 
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movement will be exactly opposite to that which would have 

io be given to the conductor when acting as a generator in 

order to generate a current in 

the same direction as tJiat flowing 

from the external source. 

This phenomenon maybe simply 
explained. 

In Fig. IO. let O represent the 
conductor through which a current 
is flowing, its position being ver- 
tical to the plane of the paper. 
If the direction of current flow be 
towards the paper, lines of force 
are generated by it which circle 
round the conductor in the direc- 
tion of the hands of a watch. 
An increased density of the lines occurs to the right of a b, 
and a decrease to the left of a b, whereby the wire is impelled | 
towards the left. i 

The velocity of the movement is an increasing one. iilti- 
■nately approximating to the value 

Assuming that no mechanical resistance apart from friction 
s opposed to the free movement of the conductor, when the 
ibove velocity is obtained the current flow in the wire becomes 
ssceedingly small, although neither the pressure nor the 
'esistance of the circuit have been varied. This arises from 
tie feet that the conductor, during its motion through the 
field, has an li.M.F. generated in it exactly as if it acted 
*s a generator. According to the law just stated, this s(v 
■called back E.M.F., e^, induced in the conductor is directly 
opposed to the impressed E.M.F., e. It consequently follows 
'hat the resultant pressure, e - «[, decreases as the velocity 
of the conductor increases. 

At any given moment the current flow is expressed by 
the equation 

'-k('- ,0'-) '"' 

— velocity. 
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Further, t> ° ^ ~ ^ ^ io« ..... (13) 

The direction of movement is given by the following simple 
rule : 

Consider oneself placed in the magnetic field, looking in 
the direction of the current flow in the conductor, the lines 
of force entering at the feet and issuing at the head ; ther 
the outstretched right arm will indicate the direction ot 
motion. 

Equation (lo) may also be adapted for determining the 

sj>eed of motors : 

_ El . 60 . 10® pi 

where Ej = the impressed E.M.F. - C R (compare equa- 
tion 13). 

The interpretation of this shows that the greater the 
pressure between the brushes of the motor, the greater will 
be its number of revolutions, and vice versd. The number of 
revolutions may be diminished by strengthening the magnetic 
iield and increased by weakening it. Both methods are 
utilised for regelating the speed of motors. 

The calculations required in designing continuous-current 
dynamos may also be as simply explained. The importance of 
equation (lo) calls for particular attention. Without entering 
into too much detail, it will be well to sketch the method 
(jf procedure with such calculations. We may in the first 
place assume a definite air saturation, B, and further insert 
into our calculation — as a fractional part of the as yet 
unknown armature circumference — the arc, 6, embraced ^y 
one of the pole-pieces : 

'b = fi 

2P 

The diameter, d, of the wire depends upon the current, ^' 
to be carried, and this again depends upon the permissible 
current, c, per square millimetre. 

The number of turns per centimetre circumference which 
can be placed upon the core of the particular type of armatti^^ , 
(smooth, slotted, or toothed) selected is fixed, so that j 

N - A, . D X ; I 

it is assumed that the armature length ^ -* \ D. 
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Equation (5) may then be written 

g. ^ n.B.^DxXD.^i.Dx p 

2 . ^ . 60 . 10^ ' ^1 

_ M B . /8 X *i . 
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2 . 60 . 10* . ^, 



:aiid 



£) = ^ / e . ^1 2 . 60 . 10^ 
^ nB .fix .ki.TT^' 



For practical use more convenient formulae will be given 
later. 

In the above equation, E and n are known quantities: 
pi, B, /8 X and ki are factors which can be determined by 
choice, the calculation of D thus becoming simple. 

The armature dimensions being known, the calculations 
for the magnet can be proceeded with. The magnet must 
be so proportioned that the specified number of lines, 0, per 
pole is obtained. 

The calculations for continuous-current dynamos are thus 
reduced to the following consecutive operations: {a) design 
of the armature with a definite </> as base for calculation : 
•(6) design of the magnet for obtaining this induction. 

C. Units of Measurement— Caleulation of Resistance. 

For the benefit of those readers not well acquainted with 
the fundamental laws of electricity, we shall briefly refer to 
those necessary to the due understanding of this book. 

If we measure the values of current and pressure in so-called 
absolute units (C.G.S. units) and obtain their product, we 
get the amount of work done in ergs. Absolute units are, 
however, unsuitable for practical calculations because of their 
smallness, hence units of higher values, called practical units, 
have been introduced. 



Practical unit of current 
„ pres&ure 
• ,, resistance 
(electrical) power 
(mechanical) , 
unit of power 



f$ 



I ampere (A) 

I volt (V) 

I ohm (w) • 

I volt X ampere = watt (V A) 

I kilogrammctre per second 

I horsc-jKJwer 



, 10 '* absolute units. 

10* 
I 10" 

; 9*81 X I07 
, 746 X lo' 



*Even this unit is too small for calculations of insulation resistance, and it is usual 
to Qse the megohm, a million times greater, or 10^^ absolute units in such mcnsurc- 
ments. 

2 
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P'rom the above table it follows that 

I watt = riv horse-power, 

or, 746 watts = I horse-power. 

The absolute unit of force, called the dyne, is that force 
which produces an acceleration of 1 centimetre per secoftd on the 
mass of I gramme. 

I gramme = g8i dynes. 

I kilogramme = 981,000 dynes. ' 

Inasmuch as the practical unit of current is ten times- 
«(rcater than the absolute unit, the expression to obtain the: 
value of a force in kilogrammes is 

P^_B^C_ (j^) 

9*8i X 10** 

where C is measured in amperes. 

As an illustration, suppose the force generated in a^ 
single armature wire is to be calculated. Let the wire move 
in a magnetic field possessing a density of 6,000 lines per 
square centimetre, and let the current through the wire be 
100 amperes, with a length of armature 50 centimetres ; then' 

17 6,000 X 50 X 100 ^.^^ U'A^^^r^^^ 

t = ' - - -^ . . - = Q'oo kilofinrammes. 
9-81 X io« ^ ^ 

Thus we see as the sectional area of the wire increases, so- 
does the current generated in it, and due provision must 
therefore be made to secure it against displacement. 

The resistance of a conductor is calculated from the 

formula 

R = I: . /o (15) 

where l is the length in metres ; 

S is the sectional area in square millimetres; 

I 



p is the specific resistance = 



specific conductivity 

Table I. (at the end of the book) gives the specific 
resistance for different conductors at freezing point. 

The resistance of most solid conductors increases with 
increase of temperature, but at a varying rate with different 
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materials. Carbon, however, is an exception to this rule* 
Taking the resistance coefficient at o* as a basis, we caa 
easily calculate the resistance at any temperature f : 

p ^ p {l-h<rt) (16) 

(See Table I. at end of book.) 

The rise of temperature is sometimes considerable, so that 
in calculations it is well to make the necessary allowance 
for this, especially when many contiguous wires are in 
question. 

An example may be considered : 

Suppose the temperature of the magnet coil to rise to 
60' ^C., which is indeed quite normal, then : 

p* = p* (i + 60 X 0*0037) "^ ^'22 p' 

that is, the resistance of the magnet coil is increased 22 per 
cent., or, what amounts to the same thing, the exciting 
current is decreased in that proportion. 

When a number of resistances, rj, ^2, r^, etc., are connected 
in series, the total resistance is the sum of their respective 
resistances, or, 

R = ^l + ^2 + ^3 + • • • ^n ' ' • (17) 

When the ends of the several resistances are bunched 
together (parallel arrangement), the total conductive capacity 
— i.e.f the reciprocal of the total resistance — is equal to the 
sum of the reciprocals of the individual resistances, or of 
the individual conductivities. Thus — 

-^-= - + 4. _+ - .... (10) 
R ri r^ ^3 r^ 

and R = ^' ''^ ''« ^' . (19) 

^2 ^3 ^4 + ^1 ''3 ^ + ^l ^J ^4 + ^l ''2 n 
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CHAPTER II. 



Armature Calculations. 



A. Metbodi of Winding. 

In the following pages we shall consider, as far as space 
permits, those methods of closed coil winding generally in 
use. For other windings the reader should consult the work 
of Prof. E. Arnold {" Die Ankerwicklungen nnd Ankerkon- 
stmctionen der Gleichstrom - DynamomaschineOt" second 
edition, 1896. Berlin and Munich.) 

I. Ring Winding. 
Fig, II represents the Pacinotti-Gramme ring. As indi- 
cated in the diagram, a current in one direction flows 
through all the tarns of 
the wire situated above the 
neutral line, « n, while a 
similar current flows in an 
opposite sense through the 
turns below » n. If lines 
of force go throogh the 
air-space enclosed by the 
armature, an E.M.F. will 
be generated in the con- 
necting wires lying upon 
the inner surface of its core, 
which is an opposing E.M.F. 
Kii-.. II. to that generated in the 

outer wires, and which will, 
to say the least, diminish the effective E.M.F. of the machine. 
The air-space, however, offers a much greater resistance to 
the passages of these lines than does the iron armatnie 
core; hence, with proper precautions, this detrimental effact 
may be reduced to an almost negligible quantity. 
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In the following operations we will denote by — 

e, the pressure generated in one armature element or section — 
that is, the coil between two commutator segments. For 
simplicity, we assume that all the conductors on the out- 
side of the armature, including those which at any instant 
are outside the poles, are equally influenced, whereby a 
small error is involved in the determination of e^ ^'^^ ^s- 

Cx is the maximum difference of pressure between two sections 
of the armature winding. 

c^ is the maximum difference of pressure between two com- 
mutator segments. 

N, is the number of armature sections ; in the Gramme 
winding this is equal to the number of commutator 
sections. 

N-j is the number of commutator sections. 

2 /j is the number of parallel circuits, generally equal to the 

number of lines of brushes or collecting points, 
l^'or a two-pole dynamo ^i = i. 
For a four-pole machine with two points of collection also 

A = I. 
P'or a four-pole machine with four collecting points ^1 — 2, 

and so on. 

In calculations relating to windings, the following are 
important details: 

Maximum pressure, ^1, between adjacent coils or wires. 

Maximum pressure, c^y between two contiguous commutator 
sections. 

Maximum possible number of commutator segments (N2). 

Number of armature turns simultaneously short-circuited by 
a brush. 

With respect to Fig. 11, 

N2 = Ni ; 
^1 = 0; 

_ 2 E _ 2 E 

The number of armature turns simultaneously short- 
circuited « I. 
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The number of turns in series between brushes is seven 
and eight alternately. If the whole of these turns were 
simultaneously under the influence of the poles, the result 
would be a variation of about 12 per cent, in the pressure. 
However, the short-circuited coils lie in the neutral zone 
where the induced pressure is practically nil, so that the 
actual variation is considerably less, and, indeed, is negligible 
with about 20 commutator sections. 

With the multipolar ring armatures (Fig. 12) there are as 
many pairs of circuits in parallel as there are poles. Hence, 

X, - N, : 



N," 



N, 



uu 



The current in one armature conductor is equal to the total 

current divided by 2 ^i- 

Windings requiring more than two brushes for collecting 
are sometimes called 
" parallel windings," 
to distinguish from 
seiies windings. 

It is often desirable 
with multipolar ring 
windings to reduce the 
number of collecting 
points, which, as sug- 
gested by Mordey, may 
be done by cross- con- 
necting opposite com- 
mutator bars (Fig. ij). 
In such cases the size 
of the commutator 
must be doubled, and 
another necessity is 

that Nj must be an even number. 

The arrangement can also be applied to dynamos with 

more than two sets of brushes. It possesses the advantage 





Fig. 13. 
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that small 'differences of pressure between individual sections 
are adjusted, and it allows of the brushes mounted upon 
any one arm being 
lifted while the machine 
s running. 

The angular distance 
in degrees between any 
*wo points of collection 
is always 

= 360 

and the brushes are 
placed between two 
poles. 

An examination of 
Fig. 13 shows that in 
this way two sections, 
as a and Hi, b and bj, 
are in parallel. 

Thus, without interfering with the ultimate pressure of 
the machine, we can suppress alternate turns, doubling the 
E.M.F. of the remaining sections. By this method we have 
the extremely interesting winding shown in Fig. 14, which 
lends itself to the construction of high-pressure machines. 
At Oerlikon all traction motors have been wound in this way 
since 1892, 

A noticeable feature in this method of winding is that 

Nb - 2 Ni. 

To allow of this method of winding, — ^ " Ni must be an 
2 
■uneven number: 

2 E 

2/- E 

"- N7-"- 

The same arrangement is suitable for si.\-pole machines, 
though the commutator connections are somewhat com- 
plicated. 
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Fir. 15 represents another method of series ring winding- 

lint to Prof. Perry (1882) applied to a four-pole machine^ 
and which can be- 
adapted to machines 
irrespective of the 
number of poles. 

Neither here nor 
later will we at- 
tempt to distinguish 
between methods of 
winding, differing 
only in the relative 
positions of the coils 
and the commutator 
segments with which 
they are connected. 
Imagine, for in- 
stance, that the 
connecting wires- 

bctvveen the coils and their respective commutator bars id 

Fit;. 15 consist of flexible cable, then we may without 

difficulty move the 

commutator through 

45 either forwards 

or backward rela- 
tive to the arma- 

tiirt;, thf brushes 

l>eing brought under 

these conditions 

directly below the 

pules. We might 

avail ourselves of 

this alternative 

when the brushes 

ill their natural 

[Hjsition are incon- 
veniently placed. 
The spacing* or 

pitch of the winding is for any number of poles; 

* Till' iiaiiic sfaciiig in pilrk U n])|iUi.tl ti- ihc distance whic 
i;lcini-nls imihili'IuI Irigulhcr, <ir In the numlior nf seclioni (eUhi 
cimiliicturK) which wi»intes ihem. 




should p be even, then Ni must be 
uneven, either case is possible. 
N, -N,; 



. . . (20) 
while if p be 



_2E 



N, 



(# + I ) ; 



2P- 



E.2> . 
N, ' 



- 3^*^ 

This arrangement is always used where the natural position 
of the brushes renders 
them accessible. 

In Fig. 15 the nor- 
mal position for the 
brushes is between the 
poles. 

In very large parallel- 
wound dynamos, it is 
practically i mpossible , 
owing to various trifling 
faolts, constructional or 
otherwise, such as ec- 
<^tric borings, casting 
imperfections, flaws, 
^c, to avoid small 
Pressure differences be- 
tween the sections. 

I Detrimental influence from these causes may be rectified 
■n the ring method of winding by the method suggested 
^ Prof. E. Arnold, shown in Fig. 16, whereby the coils 
wnnected between any two brushes are under the influence 
' all the poles. 

"mg formula for any number of poles is ; 




N, 



(2I> 
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<In Fig. i6, for example, N, > 



; P-h-i: 



In order to diminish the current flow through short- 
circuited coils, the armature may be provided with two 
separate windings (Fig, 17}. In this case, the brushes 
should never bridge less than two commutator segments, 
otherwise, in certain positions of the armature, one of the 
windings would be entirely cut out of the circuil. 

A similar winding on the drum principle is dealt with in 
Chapter IX. 

2. Drum Windings. 

The drum method of winding was first introduced by 
Hefner von Alteneck, engineer to the firm of Messrs. Siemens 
and Halske. 

Drum windings are distinguished from ring windings in 
that all wires in the 
former are distributed 
over the surface of 
the armature core. 
Thus, in order that 
the H.M.F.'s of the 
individual inductor 
may be summed up 
in series, the two parts 
of the inductor form- 
ing a single loop or 
section must never 
come simultaneously 
under the influence of 
the same pole, bat 
must respectively be 
under the influence of 
opposite poles. 
The winding may be either a "series wave winding" if 
in its continuation round the armature core it passes from 
pole to pole successively, or a " lap winding " if the winding 
passes from under the first or starting pole to the next, and 
then is brought back again, and so on : thus working forwanA 
each time only through that distance represented by the pitch 
of the winding. 




The distance between two successive elements of a 



is lermed the " pitch of the 



1 

vinding ^| 




ftlalion to a single layer only 
■i'ave and lap winding 
ire flattened out and 
windings shown in plan as 
in Figs. 24 and 2(5. Figs. 
18 to 22 show various ways 
of bipolar drum windings, 
figs. 18, ig. ^i.and 22 belong 
to the wave kind ; Fig. 20 
to lap winding. With the 
latter kind the two pitches, 
J' and ^1, must at most be 
equal to the pole arc, b. 
lo coniparison with other 
wiodings, the latter method 
baa the advantages that 
fewer wires intersect and 
th«jr length is somewhat Ic^s. 
be position of the brushes 
Figs> t8 to ^o is in the axis 
Fig. -21 it i« in the "•• 



nding." 

In the case of a lap 
winding, the pitch is 
alternately^ and ^, ; in a 
wave winding the pitch 
could remain constant i 
the number of elements 
is appropriately chosen. 
thus securing certain con- 
structional advantages. 

As a fundamental rule 
it may be stated that 
the pitch, either y or y^, 
must always bean uneven 
number. The only excep- 
tion is when the wind- 
ings are in two layers ; 
the pitch is then given in 
The reason for the terms 
apparent if the armature surfaces 
the 



I 
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circumstance, preference is often given to this particular 
method of winding when motors with fixed brashes are io 
i|uestion. A disadvantage of the winding shown in Fig. 2I 
is that, on account of the commutator connections, it occupies 
rather more space. 

The following are rules for wave winding (Figs. 18, I9» 
and 21): 

y + y, = Nj ± 2 ; (22) 

( V and_jii = uneven numbers). 



N/ 

The number of short- 
circuited elements - 2. 

(In Fig. 18, j'=>i =■ 9 = 
in Fig. 19, y - y, yi = 9*' 

Slotted armatures a«** 
generally wound with t^*'*' 
layers (Fig. 22), but the 
same rules might be en^' 
ployed if we always 
imagined each wire in th* 
second layer enclosed be- 
tween two of the first- 
It is, however, better to 
determine the spacings ''' 
the first layer only. I" 
ii'i- J"- this case, the rule that/ 

and yi must be DOerpD ■* 
not necessary, and we have simply to observe that 1 

y+y, = N ±1. J 




For example, in Fig. 22— 



The F.M.F. in the \ 



y = >'i = 7- 
res of the two layei 



JOS. 29 

In the lap winding, Fig. 20, the law that y and jy, must 
uneven numbers, and 

3' - >'i = ± 2 (Jj) 

Bst be observed. 

Figs. 23 and 25 represent two types of drum winding 
applicable to four-polf 
ig machines. More par- 

ticularly, Fig. 23 is 
an example of wave 
winding, Fig. 25 of 
lap winding. The cor- 
responding develop- 
ments are shown in 
Figs. 24 and 26 re- 
spectively. 

Fig. 27 shows a 
wave winding for a 
six -pole machine. 
Taking these exam- 
ples, and tracing ihc 
current flow in indi- 
idual coils, it is ob- 
3us that with wave 
ndings onl)' two sets 
of brushes are required 
as collectors, whilst 
with lap winding there 
are as many points of 
collection as there are 
poles. Lap windings 
therefore are adapted 
only for parallel -wound 
machines. 

Passing to the con- 
sideration of series 
connected wave wind- 
ings, the following 
ritUoos hold both for bipolar and four-pole machines; 




N. = ^ Ni. 
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When p is even, N, is uneven: 

„ p is uneven, N^ is even when > =>i; 

1 when y and ^i differ by ; 



(y-^yi) 



- ^} =^ 




>„>: 




(111 Fig. 2J, y~y,-T.) 



The angle at whic 



the brushes mast be set apart is 

1^3 4 

« = iSo 45' Go' or iSo 45 or 135 

Further, as Prof. Arnold has pointed out, the wave 
method lends itself also to parallel winding. Its adaptation 
to a four-pole and a six-pole machine respectively is shown 
in Figs. 28 and 29, (Compare Fig. 16.) 
The advantages mentioned in regard to Fig. 14 also belong 
to this winding. It is 
interesting to notice 
that the short-circuit- 
ing of a coil does not 
occur simultaneously 
with the bridging of 
two commutator seg- 
ments, but is accom- 
plished through two 
brushes of like sign. 
The duration of the 
short-circuit may there- 
fore be adjusted as 
desired by simply 
shifting one of the 
two brushes, which in 
the case of lap wind- 
ngs cun only be done by increasing the size of the brushes. 
The single disadvantage of this method is, perhaps, that the 
ntervals between the different numbers of wires for which 
his winding is practicable are rather great. 
The following equations apply to parallel wave windings: 

0'+^i»^ = N, ±2^ . . . . (25) 
In order that the winding may be practicable, the condi- 
Btis necessary are y =yi'i 

y ^yi ± 2>,. 

' t>racticc the lirst case only need be 
A lecood condition is that y and - 
I divisor. 




taken mto account. 
- must not have a 
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Thus, for Figs. 28 and 29 : in the first, 

y = y\ = y ; and in the second, 
>' = ^-i = 5- 





One more type of parallel winding especially suitable for 
high-pressure machines may be mentioned {vUe Prof. S. P. 
Thompson's book). 
It consists of two 
or three separate 
windings, each with 
its own commutator, 
arranged in such a 
manner that the in- 
ductors and the com- 
mutator segments are 
arranged alternately. 
The value of this 
arrangement consists 
in that only half or 
a third part of the 
current flows through 
each winding, so that 
at the breaking of a 
short-circuit through 
the brushes only a fraction of the normal current is inter- 
rupted. Sparking at the brushes is reduced, and so is the 
heating of the commutator through Foucault currents. 
(Compare Fig. 17.) 
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Fig. 27 shows a similar arrangement with four circuits, J 
forming, however, a closed geometrical figure. 

The fundamental equation for this winding is given by I 
equation (25) : 

Considering, for instance, Fig. 28, where/', ^ 2, the numberl 
of collecting points can be either four or two. In this latter J 
case, each brush must cover at least two segments. 

The condition that a closed winding should be possible isl 

that — I, y + y,, and P, must not have a common divisor, , 
In Fig. 30 (taken from Prof. Arnold's book)— 
^, = 4 ; N, = 50 ; 

Instead of extending the windiTigs over the end faces of 1 
the core, cylinder wind- 
ings, as they are called, 
may be used. To get 
an idea of these, we 
need only imagine the 
windings shown in Figs. 
24 and 26 to be laid 
upon the surface of an 
acmatnre core. Better 
cooling can thus be 
obtained, but at the 
expense of increased 
length of armature. 

Other methods of 
winding may be con- fig. is. 

ceived by imagining the 
inductors of the drum windings replaced by coils 

3. Disc Windings, 

This type of winding is quite distinct from the flat ( 
discoidal ring armature, in which the lines of induction enter *] 
at the sides, and not at the periphery ; the opposite poles 
bvrc have the same sign. 

3 
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In this case the armature has an iron core built up of | 
ribbon or wire, and 1 
winding itself differs in 
no rtispect from the 
methods already de- 
scribed. The only pecu- 
liarity is in that type of 
disc armature in which 
the opposite poles are 
of opposite sijjn, the 
construction of which 
renders an iron con- 
unnecessar)'. To this 
class belongs the Hesro- 
ziers machine. The 
principle is shown in 
Fig. 31 (a form originally 
suggested by Sperry), with which we have already become 
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inductors are separated from the even inductors, each being 1 
wound upon separate frames. Fig. 32 illustrates the method. J 




connectibas for an armature with 64 inductors. Further! 
details of this machine will be found in Chapter IX. 

The winding of the Fritsche flywheel armature is carried J 
-out on the lines of scheme g. As, however, the peculiarity I 




of this type of armature is in the constructional details, its \ 
-discussion will be reserved till later. 

4. Comparisons Between Ring and Dnim Windin;^. 
Armatures may be divided into the following classes I 
according to the type of core : 

3* 
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(n) Smooth armatures (Fig. 33, arrangement a), in 
the conductors are uniformly distributed in one or more laj 
over the surface of the core. 

i.lj) Toothed or slotted armatures (arrangement b), in which 
the inductors are laid in grooves or notches. 

(c) Tunnelled armatures (arrangements c and d), 
employed by Wenstrom, 

(d) Tunnelled armatures (arrangement e) in which 
tunnels are not quite closed. 

The latter arrangement is better than either c or d (Fig. 33), 
since the self-induction of a coil, when short-circuited, is 
somewhat diminished. 

Of these various types, those belonging to the first or 
smooth armature type are undoubtedly the cheapest to con- 
struct as long as we only 
regard the core, but 
against this must be 
weighed several disadvan- 
tages. The most import- 
ant is the impossibility of 
fully utilising the magnetic 
field without unduly in- 
creasing the air-gap ; nor 
can the magnets of such 
machines be saturated to 
so high a degree as in the 
case of toothed armatures. 
Machines provided with 
smooth armatures are very sensitive to variations of speed. 
Nor must it be forgotten that the initial saving of cost in a 
smooth armature is counterbalanced by the greater cost of 
its field-magnet windings, so that the initial saving in cost 
is mostly illusory. 

The advantages and disadvantages of ring and drum 
windings may be summarised : 

Advantages of the Gramme Ring. — 1. The pressure I 
two adjacent windings is nil. and thus efficient insula! 
easily secured. With care, Gramme rings may be constr 
to give pressures up to 2,000, and even to 3,000 volts, as- 
is evident from the numerous successful machines built 
! Oerhkon Company, the Thurj- Company, and olhei 




Fki. 33. 
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2. In the event of repair being required, any section can 
€asily i)e replaced ; further, the whole winding is easily 
■executed. 

3. Special driving horns (projecting points or wedges let 
into the smooth-core armature surfaces for transmitting the 
driving piower to the wires) are not required, a natural 
method of transmission being provided through the radial 
arms of the armature hub. 

4. The number of commutator segments is equal to the | 
number of inductors, an important feature in armatures with J 
few loops. 

Disadvanlagfs of the Gramme Ring. — i. All wires lying on ' 
Ihe inner periphery of the core only add to the resistance, 
and with high degrees of saturation, lines of force penetfate 
and induce in these wires an opposing E.M.F. 

2. Only a portion of the available cross-section (D x /) 
of the armature can be utilised, 

3. The armature reactions, in consequence of the inner 
wires, are greater than with, drum windings. 

4- In ordL-r to obtain rodm for the inner wires or connec- [ 
lions, the diameter of armature must be greater tfian 
necessary to satisfy purely electrical requirements. This 
'dfisadvantage is especially felt in the case of small machit 

5. The armature hub must be of gunmetal. 

Advantages of Ike Drum. — 1. Greater utilisation of ai 
lure cross-section for winding, as a result of which drum 
armatures for equivalent outputs are generally from 12 to 
15 per cent, smaller than ring armatures. 

2. Small armature reactions. 

3. This method of winding can easily be adapted for multi- 
polar machines with only two sets of brushes. 

4. The body of the armature may be of cast iron. 

5. The possibility of executing the winding by means of 
formers. f 

Disadvantagts if the Drum. — i. Constructional difficulties: 
In repairing, the replacement of a single section necessitates 
the removal of nearly the whole winding. This objection is 
-obviated by employing the method of winding designed and 
ijatcoted by the author, as used at the works of J. Farcot, 
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at Saint-Ouen, which allows any single section to be easily 
removed and replaced (vide Chapter IX.). 

2. When neither toothed nor tunnelled cores are employed,, 
driving pegs beconle necessary, as with large machines mere 
friction is not sufficient to effectually hold the conductors 
stationary. 

3. Low insulation efficiency. 

4. The number of commutator segments can only at the 
most be equal to half the number of inductors. 

Other Methods, — The chief advantage of flat ring armatures 
(with side poles), apart from a slight saving of weight in the 
magnets because of the shortening of the magnetic circuit,, 
is that they enable the magnets to be so designed that the 
armature may be removed without dismounting the magnets. 

This feature is important in the case of large machines. 
Perhaps the only machine which utilises this advantage to 
its full extent is the Short dynamo — a type largely used in 
America, and described in Chapter IX. This advantage is in 
some degree counterbalanced by the facts : Firstly, the cost of 
the armature is greater. Secondly, after running for a time an 
axial eccentricity is developed, owing to the unequal magnetic 
pull to which the armature is subjected, and consequent 
uneven wearing of the bearings. 

These objections are avoided in a discoidal ring machine of 
the author*s design, as described in Chapter IX, 

Of disc armatures, only two types seem to have met with 
much success — those of Desroziers and Fritsche. The 
difficulty in constructing this type is in obtaining sufficient 
rigidity of the armature — a difficulty which on the whole is 
excellently overcome in the Fritsche machine (vide Chapter IX.). 

5. Adjustment of Brushes — Causes of Sparking. 

The present remarks are of a preliminary nature only^ 
inasmuch as a discussion of these phenomena and the 
calculations connected therewith assumes a more detailed 
knowledge of magnetic laws ; hence fuller information will 
be given later (Chapter VI.). 

Provision has to be made in all machines for a slight shifting 
of the brushes in order to secure sparkless running. Gene- 
rators require a forward shift — that is, in the direction of 



rotation ; motors require a backward shift — that is, opposite to 
the direction of rotation. 

Assuming the recognised view of the case — which we will 
not dispute here — this necessary shifting of the brushes is due- 
to a twofold cause : Firstly, the armature reactions cause a 
distortion of the field and a corresponding displacement of the 
neutral axis. Secondly, a shifting is necessary to obtain the 
reversing E.M.F. to a coil after it is short-circuited. 

Let us consider these two causes separately. So far as 
the armature reaction is concerned, it may be traced to causes 
resembling those producing the electromagnetic phenomena 
which arise when a current flows through a coil, only the 
effect is more complicated, since the magnetic axis of the 
armature is inclined at 
an angle relative to the 
axis of the magnets. 

In Fig. 34, >n q cor- 
responds to the neutral 
axis. A current flows in 
the same sense through 
all the inductors above 
111 q, whilst in those 
below HI q the flow is 
in the opposite sense 
to that in the former. 
Hence, lines of induction 
are generated within the 
armature flowing as in- 
Vio. J4- dicated in Fig. 35. 

WWle, however, the 
density of the lines of induction due to the field magnets is 
'Uniform along the pole cheek, n op, the density due to arma- 
ture currents increases respectively from a minimum at to 
the leadini^ or positive pole corner on the one side, and 
the trailing or negative pole corner on the other side, 
beyond which maximum points it rapidly decreases. (See 
Chapter VI.) 

Plotting these indnction values graphically (Fig, 35): 

1. Induction due to field-magnet excitation: 
II. Induction due to armature reactions ; 
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we get the resultant Curve III. of the combined fields in a 
generator. 

The current flow in a motor armature — having the same 
direction of rotation — is opposite in direction; hence, its 



-^ ^IV I 




Fig. 35. 

combined field takes the form of Curve IV. Since the 
brushes must be situated at the opposite extremities of a 
diameter where the induction is approximately zero, it follows 
that with a generator the shifting must be in the direction of 

Shii 



J s y V 





Fig. 36^. 



Fig. 36^. 



rotation, and with a motor in the opposite direction. In 
order that the current may be properly commutated, the 
brushes must always be slightly in advance of the neutral 
axis (in the direction of rotation being understood). In a 
generator, this corresponds to an additional lead of tfaa 



brushes; in a motor, the lead is decreased, due to hysteresis 
effect. Hence, the possibility of providing well-designed and 
constructed motors with fixed brushes becomes apparent — a 
possibility of great importance when the motor is required 
both for foHivard and backward running. 

An inspection of Fig. 36 shows that under certain circum- 
stances the magnet field may be overpowered by the armature 
faction field, thus reversing the polarity of the pole-pieces 
at their corners. Such conditions are, of course, only possible 
with badly-designed machines. 

In order to avoid this — 



where B^ 

p, h (as Fig. 35), ^ 



-_ = k< 



--:^ . B, . ^ 

4 TT 



. . (26) 



<27) 



N < 6-37 ^ . ^-^^ 
density of field per square centimetre; 

D -r ' 

C " total current generated by the machine : 
k = ampere - turns per centimetre length of the 
armature circumference, a quantity which will 
be found very convenient in calculations. (See 
Chapter VI.) 

The causes of sparking may be explained by the aid of 
Fig- 37. 

Looking at the winding in the direction of its motion. 
[he current flow in any section has the direction of the 
lands of a watch up to the point of short-circuit, from 
rhich point the current is reversed. 

Each inductor generates lines of force (armature reaction) 
rhicb circle ronnd il. The direction of the lines is 
bowR by the dotted lines (Fig. 36a). When a section is 
hort-circuited, the current it carries tends to decrease to 
il ; the magnetomotive force, and with it thereby the 
of force, also decrease. 

We have seen that when the number of lines encircling a 

inductor varies, an E.M.F. is generated in the conductor. 

etennining the direction of this self-induced E.M.F. by 
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the rule already given, we find that it corresponds to that 
of the original current, which therefore cannot instantaneously 
die down, but disappears gradually according to a law to be 
discussed later. 

Yet another phenomenon must be considered as giving 
rise to further compHcations. Immediately after the short- 
circuit has been broken 
the normal armature 
current flows round the 
coil, but in the reverse 
direction to that pre- 
viously flowing round it. 
The causes which re- 
tarded the diminution 
of the original current 
serve now to check the 
growth of the reversed 
current, thereby forcin*: 
I'^G. 37. the latter to pursue its 

path to the brush 
through the air, as shown in segment 5. Sparking is the 
natural consequence, the intensity varying inversely with the 
ratio between the number of commutator segments and the 
total number of inductors. 

To prevent this sparkinf;, the brushes mtist be set so far in 
advance of the neutral axis that a reversed current (c^) fnay 
he <^eneratcd in the coil during its period of short-circuit^ not 
only of sufficient strength to neutralise the current already 
existiuf^ (c^), but afterwards to approximate in value to the nortnal 
armature current. 

Mention may here be made of Sayers's winding, which 
accomplishes the same end without shifting the brushes. 
(Sec Report of the Institution of Electrical Engineers, May, 

The armature is provided with two windings — the principal 
winding, which may be calculated in the ordinary way, and 
a compensation winding. Compared with ordinary windings, 
the distinctive feature is that the sections of the main 
winding are not connected directly to the commutator bars, 
but are arranged in series with the compensation coils, which 
latter are placed in certain positions to the rear of the maio 



I windJDg. The direction of winding in the compensation I 
I coils is the reverse of the main winditiR;. 



a b 




The iirrangement is sliown clearly in Fig. 37, in which 
Iboth windings are shown upon separate armatures. This 
compensation winding pro- 
vides the necessary com- 
mutating current, and as it 
is directly under the in- 
fluence of the poles, a single 
turn will suffice to neu- 
tralise the self-induction 
of a large coil. 

Fig. jS shows another 
suggestion of Sayers's, in 
which an auxiliary pole is 
used. The principle in- 
volved !H the same, but this 
latter plan is more readily 
constructed and regulated. 
The application of Sayers's 
method does not necessa- 
rily much increase the wind- 
ing space, for it is only 
during short periods of time 
that a current circulates in 
the compensation windings; 
hence the section of wire 
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used may be comparatively small. A similar result is obtained 
by the arrangement shown in Fig. 39, due to Brown and 
Mordey. Here two coils, separated from each other, are 
grouped so as to connect adjacent commutator sections. 

B. Losses in the Armature. 

Equation (10) is not directly available for armature calcula- 
tions, since it does not permit us to calculate the velocity, 
efficiency, or heating of the machine. 

Before further calculations can be made, it is necessary 
that the various armature losses should be carefully estimated. 

These may be summarised as : 

1. Losses due to the resistance of the copper. 

2. Hysteresis losses. 

3. Foucault or eddy-current losses. 

4. Friction losses. 

5. Voltage losses through armature reactions. 

In the strict usage of the term the latter is not an actual 
loss, since it corresponds to no equivalent waste of energy, 
yet it is given as causing a diminution of the effective output ; 
in other words, there is a decreased voltage because of these 
reactions. 

I. Resistance Loss. 

Let C = total current in amperes. 

/>! = the number of circuits, each comprising two 
branches in parallel ; it will be given by half 
the number of lines of brushes, 
e = e E — drop in pressure in volts. 
K = resistance of the circuit between the brushes 
when at maximum temperature. The increase of 
temperature here reaches about 55", hence the 

T '"^ T 

resistance coefficient = " = {vide p. 18). 

60 50 

N = total number of conductors counted round the 
entire armature. 

L = mean length of wire in a single turn of a Gramme 
winding, the length of a drum loop being the 
sum of the lengths of all the inductors with their 
connections, in metres, divided by N. 
= sectional area of wire in square millimetres. 
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L.N 



L.N 



e = 



R= - 

50 . S . 2^1 100 ,S .pi 

C.R L.N.C L.N.C 



(28) 



(29> 



(30) 



2 Pi 50 . S . 4pi^ 200 . S .pi^ 

Hence the total armature loss in watts is 

,,,^,C- L.N.C^ ^ L.N. C^ 
50 . s . 4 />i2 200 . s . pi^ 

If we denote the current density — that is, the amperes per 
square millimetre sectional area — by c, then 

C = s , c . 2 pi, 

^ L N . s g . 2 />! __ L N c 
50 s . 4pi^ " loopi 
N .s*. c2 . 4/»2 lNsc2 



whence 



(31) 



50 .s.4Pi 



50 



(32) 



L N s is, however, nothing more nor less than the volume 
of the copper in cubic centimetres. Thus, it follows that for 
a total watt loss, w, the copper in the armature will be : 



w 



Weight = 0*535 — kilogrammes (cold) ; 

or, allowing for a rise of t to about 55° C. : 

Weight = o'45 — kilogrammes (approximately). . (33) 

This formula may be used for preliminary and approximate 
calculations. 

Example i. — What will be the weight of copper for a 
machine of 500 kw. capacity, allowing i'5 per cent, loss and 
a current density c = 2 amperes per square millimetre ? 

Weight = 0-45 °-°^5 X 500.000 „ g^^ kilogrammes. 

2^ 
Voltage Losses per 100 m. at 0° C. : 
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5-66 
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0*5 


0S33 


I "3 


2'l6 


2*2 


366 


3-8 


6-33 


0-6 


IXIDO 


14 


2 '33 


24 


4-00 


4-0 


6-66 


07 


ri66 




2*50 


2-6 


4*33 


4'5 


7-50 


0*8 


t-3i 


I'O 


2-66 


2-8 


4'66 


50 


800 
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Example 2. — Assume the armature of a bipolar machine, 
to give an output of 50 amperes at 65 volts, contains 200 
inductors, each of 3*3 mm. diameter (bare), then 

«50 I 
c = ^ . = 2*9 amperes. 

2 3'3^'^ 
4 

Let the length of a single loop = 0*7 m., the total length 
•of the wires between two brushes 

200 
= — . 07 = 70 metres. 



Whence, as will be seen from above table, the voltage loss is 

tf = 07 X 4*83 = 3'4 volts ; 

or, taking rise of temperature into account == 4*1 volts, so 
that the total loss in watts is 

4' I X 50 = 205 « 6*3 per cent. 

Example 3. — What will be the armature losses in a six-pole 
machine designed for an output of 1,000 amperes at 20 volts, 
if N = 80, />i = 3, rf = 9 millimetres ? (s - 63*5 square milli- 
metres.) 

Length of a single loop = O'g m. ; 

Total length of winding between two brushes = — — — ^ 

6 

« 12 m. ; 

Current density c = -^^— = ^'^^ — = 2'6 amperes. 

2 /i . s 2 X 3 X 63-5 

Loss of pressure (calculated from table) : 

= 4*33 X 0-12 = 0*52 volts (o'62 volts, hot) ; 

and total loss in watts : 

= 0*52 X 1,000 X 520 watts = 2*6 per cent. (3*1 per cent. hot). 

A table to assist such calculations is given at the end of 
this book. 

2. Hysteresis. 

If we imagine the iron core of an armature to be cut 
through in the direction of any diameter, and then observe 
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its state of magnetisation during a complete revolution, we ' 
shall see that the lines of induction undergo as many changes 
in direction as the machine has poles. The minimum degree 
of magnetisation always occurs when the diameter coincides 
with the axis through a pair of poles, in which position it = o. 
From this point the density of the lines increases almost 
proportionally with the motion till it attains a maximum 
value at the neutral axis, whence it again diminishes to zero. 
The iron, however, possesses a certain inertia which tends I 
to maintain the magnetisation at its maximum strength. As 
Si natural consequence, the density of lines of induction I 
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corresponding to a given instantaneous strength of the niag- 
Detising current will be smaller if that current is rapidly 
increasing than it would be for a constant current of the 

aroe value. 
Fig. 40 (from Prof. S. P. Thompson's work) shows 
BDCh a cycle — the outcome of experiments with soft iron. 
yte area enclosed between the curves a and b represents 
the so-called hysteresis loss. Within the limits occurring 
in actual practice, this loss is exactly proportional to the 
number of periods or cycles, cy, through which the iron has 
been taken, and to the volume of iron experimented on. 

Our thanks are chiefly due to Prof. J. A. Ewing for 

Wpcrimental investigations into this phenomena; also for 
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the figures in column a of the appended table (see PkH. 
Trans, y Part IV., No. 238, 1885; further, Electricum^^}xxntt 
i8(jo, etc.) Column b relates to recent experiments with five 
different transformer plates manufactured by Messrs. Sankey 
and Sons, London (see EUktroiechnische Zeitschrifi, May, 1895). 
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2aoto 400 


3,000 


800 








410 to 790 


4,000 


1.230 








645 to x,aao 


5,000 


1,700 








910 to 1,710 


6,000 


2,200 








1,200 to 2,250 


7,000 


2.760 








1,530 to 2,940 


8,000 


3.450 








1,920 to 3,720 


9,000 


4,200 








2,320 to 4,5S» 


10,000 


5,000 








— 


11,000 


5.820 








— 


12,000 


6,720 








— 


13,000 


7,650 








— 


14,000 


8,650 








— 


15,000 


9,670 








"^ 



It may be as well to mention that the various plates used 
in the above recorded tests were of very superior quality, 
which, indeed, was necessitated by their emplpyment tor 
transformer purposes, in order to ensure the least {XMtible 
hysteresis loss. 

The laws of hysteresis with relation to the chemipal con- 
stituents of iron aie, as yet, but little known. It wonldr 
indeed, appear that the method of treatment during manu- 
facture plays a more important r6le than the chemical 
composition itself. 

An interesting observation has been commnnicated by 
Messrs. Oeking and Co. to the Elektrotechnisck^ Zrit^dmfi 
(May 25, 1897). According to this, the hysteresis loss in 
a sample of iron was increased 10 per cent, by annealing* 
A similar observation has also been made by the anthor^ in 
that the hysteresis loss in completed machines is generally 
somewhat greater than would be anticipated . from tests 
made on the iron discs previously to their being, bnlt 
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1-iltewise, after long periods of working, transformers show 
increased losses due to hysteresis. 

The published works by Mr. Chas. Proteus Stemmetz (see 
Ekktrotechnhhc Zeitschri/t, vol. iv., iSg2), wherein very simple 
fbrmulae for the calculation of hysteresis losses are given, 
will be found of great practical value. 



Taking i 



60 



as the periodicity ; 



core in cubic centi- 



V the volume of the 

metres : and 
jj a numerical coefficient, 
[hen, according to Steinmetz — 

Hysteresis loss = 11 B'''' . m , V , 10-" watts 



f34) 



The values of t/ and t/ . B'"'^ may be taken from Tables 
IV., v., and VI., given at the end of the book. 

According to Table VI.. we find that the figures appear- 
ng in column a of the table on p. 48 correspond to a 
coefficient i/ = about 0002. Generally speaking, the hysteresis 
losses in the iron employed in the construction of continuous- 
current machines are somewhat larger. ij = about o'oo3,* This 
is due to the iron being used in large continuous masses. 

Example i. — The six-pole machine mentioned on p. 46 
nns at 800 revolutions per minute. What will be the loss 
through hysteresis if the cubic contents of its armature 
E = 19,000 cubic centimetres, and the maximum satura- 
tion amounts to 8,000 lines ? 



Periodicity r. 



60 



, K 800 

~6o~ ' 



40. 



Assuming that ij = o*iX)3, then, basing our calculation 
1 Table VI., the loss in watts = 5.274 x 40 x ig.ooo x lo"' 

400 = 2 per cent. 

We have slill to answer the question, What change 
lonld we have to effect in the dimensions of the iron 
>re if, instead of the above 400, a loss of only 300 watts 
to be permitted ? 



c samples nutnubctUTcd at Audmcourl, t) = o 



"5' 
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Estimating 21,000 cubic centimetres instead of ig,ooo, and. 
allowing a loss of 300 watts — 

,; . B^-* = joojj^ . 3^580 (approximately). 
40 . 21,000 

Referring to Table VI., we find that for this calculation* 
the value of B amounts to between 6,000 and 6,500 lines ; 
the desired saturation is therefore about 6,300 lines. 

Example 2. — Two qualities of iron are given, of which the 
first possesses a coefficient j; = 0*004, and the second i^x - 0*003. 
The cost price of the former is '35 fr. per kilogramme, that 
of the latter quality being '45 fr. per kilogramme. Allowing 
the loss in watts to be equal, which of these two qualities 
will prove the more economical in the construction of an 
armature ? 

The external diameters of the armatures are the same ini 
both cases : S = cross-section in square centimetres ; L =» meam 
circumference. 

B«^;V = SxL. 

S 

For equal losses we must have 

0-004 (?) . S . L = 0-003 (|-j . Si Li. 
Assuming the approximate value of Lj — i'07 L, then- 

1^/0:003 ^ 1-07) 0^ „ 0-669. 

S \o-oo4 / 

Cost price of the better iron .^^ ^.^^ 45 ^.00 
Price of the mfenor iron 35 

We thus see that in this instance the difference in initial 
cost is not very considerable. Supposing, however, that 
fj = 0*003 and j/x = 0-002, the other ratios will be : 

|=.(?:?2?. 107 ) 5*^ - 0-58. 

S \ 0-003 ^ 

Cost price of the better iron o 4*5 

Price of the mfenor iron 35 

These two calculations demonstrate that» under all circtun- 



stances, it is better in the long run to use a superior quality 
. of iron, even if its initial cost is somewhat higher. 



3. Loss Ihrough FoitcaitU Currents. 

Foucault or eddy currents occur not only in the copper 
of the armature, but also in the iron itself, supposing this 
latter to be insufficiently laminated. It may be given as 
a fundamental rule that whenever massive metallic bodies 
are moved in a magnetic field so as to cut lines of 
induction, or are subjected to variable magnetisation, they 
become the seats of Foucault currents. The origin of 
these currents is attributable to the unequal distribution 
of the lines of induction through the masses ; local currents 
are consequently produced which exert a counter-magnetising- 
inHuence, thereby reacting on the useful lines of induction 
so as to obstruct the passage of the latter. A peculiar 
characteristic to be remarked in connection with Foucault 
currents is that they confine themselves more or less to 
the outer surface — ^that is to 
say. their density decreases from 

the surface inwards, and thus g 

penetration is diminished as the 
thickness of the mass is in- 
creased. Owing to this pecu- 
liarity these currents arc very 
liable — providing the air gap is 
small — to produce eddies in the 
pole comers of the field magnets 
(Fig. 41), This also occurs when 

smooth -surface cores arc overwound with massive copper 
inductors. It is. therefore, inexpedient to wind smooth- 
surface cores with inductors of such large sectional area 
as may be employed with toothed cores, 

In the last-mentioned type the iron teeth provide paths 
whereby the lines of force complete their circuits with 
greater facility, relatively fewer lines penetrating, for this 
reason, into the copper. A diameter of from 15 mm. to 
20 mm. is generally reckoned as the maximum practicable 
for conductors. 

(ther characteristic of Foucault currents is that they 




I 





CONTINUOUS CURRENT 

increase in proportion to the square of the periodicity. 
When this latter is very high the magnetic effect will be 
correspondingly great, and this circumstance is not virithout 
certain advantages which are utilised in practice. 

For instance, cast iron may be unhesitatingly employed 
for the cover plates arranged parallel with the laminations 
of transformer cores, as the screening effect with a periodicity 
of from 40 to 50 almost entirely checks any penetration 
of lines. The armature hubs or spiders of Gramme-ring 
machines, on the contrary, 
must always be of gunmetai. 
since they would become too 
heated if m.ide of cast iron. 
Respecting this latter phenoin- 
i ena, the author has been able 
i to make some observations 
with a three-phase alternating- 
current dynamo possessing 
a Gramme-wound armature 
mounted upon a cast-iron hub. 
Not only did this hub heat to 
a greater extent than is customary, but also when the 
machine was working on a load considerable difference of 
pressure between its three phases was observed. 

Unfortunately, the fundamental laws governing the origin 
of eddy currents have not, up to the present time, been 
sufficiently investigated to permit of an exact estimate "f 
their magnitudes. We may, however, obtain an approxi- 
mate conception of their nature and disposition by the 
aid of Fig. 42. Let us suppose that the massive plate. P. 
be subjected to a variable induction. We may further 
imagine the plate to be composed of a number of concen- 
trically-arranged rings, in which, as has been previously 
shown, currents having certain definite directions will be 
produced. Their magnitudes will depend, on the one hand, 
upon the number of Hnes cut — the latter being directly 
proportional to the square of the diameter; and on the 
other hand, this magnitude will be inversely proportional 
to the resistance of a ring — that is, to its diameter. 

The eddy currents consequently decrease in strength in 
E^&ora the outer rings towards the centre. 
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The production of Foucault currents in the iron core of I 
an armature- may be traced to similar causes. In order to J 
obtain a clearer conception, let us picture to ourselves an 
amiature built up from insulated wires, arranged parallel ■' 
with the axis of rotation. An E.M.F. will consequently 
be induced in each of these wires during the rotation of 
the armature in a magnetic field, the value for any indi- 
vidual wire depending upon its distance from the axis and 
on the number of lines of induction circling round it. The 
greatest difference of potential will exist at a (see 7" 
whilst at b the pressure = o, as no 
relative change in the number of lines 
there takes place. 

This phenomenon will also occur 
when the armature is formed from 
solid iron, resulting, as in the previous 
example, in a circulation of induced 
currents through the iron parallel to 
the axis of rotation. In practice, 
these currents are checked by con- 
structing the armature core of sheet- ' " ^^ 
iron discs (generally o'5 mm. to o"6 

mm. in thickness), the surfaces of which are either oxidised 
or electrically insulated by the interposition of thin sheets 
of paper. 

A method, formerly much in vogue, in which the cores of 
armatures were composed of iron wire wound upon formers, 
has recently become almost obsolete. One is inclined to seek 
the reason for this in the fact that the magnetic resistance of ; 
»Dch armatures is greater than when iron discs are employed. 
It is, nevertheless, to be observed that the total magnetic I 
resistance of a machine is only very slightly affected when 
Ihis method is adopted. 

The following formula, suggested by Prof. J. A. Fleming, 
enable as to estimate the Foucault currents for both types of 
construction: 

With iron-wire cores: 




Loss in watts — 



whereas when discs are used : 



id .o>.B,^YV 



(35) 
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Loss in watts = i6 (a . c . B„,J« V ^ ^ ^ g^ 

lo" 

where d = diameter of the wire in centimetres ; 
(o = periodicity per second ; 
a = thickness of the discs in centimetres ; 
V = total volume of iron in cubic centimetres. 

Equation (36) is only applicable when a ^ o'l. 

Example i. — What will be the loss in watts, through 
Foucault currents, in a bipolar machine of 10 kw. capacity, 
working at 1,000 revolutions per minute, supposing V ^ 
g,ooo ; Bmix. = 12,000 ; a = 0*05 ; u> = 167 ? 

T XX 16(0*05 ^ 167 X 12,000)* 0,000 ^^.^ 
Loss m watts = — ^^ — ^ ^—- — ---^ -= 14 4 

10^'- 

= 0*14 per cent. 

Example 2. — Given the following data, it is required to 
estimate the loss in watts owing to eddy currents in a six- 
pole machine : 

Output = 267 kw. ; 

Speed = 720 ; 

Bm„. = 10,000; 

a = 0-05; 

V = 23,000; 

(0 = 36. 



Loss in watts = _i6jio;o 5 x 36 x i o,oooV^3.>gog 



lo*-^ 



120 



= 0*43 per cent. 

The two preceding examples show that the calculation of 
eddy currents in the iron cores of armatures is only necessary 
in connection with machines having a high periodicity, and 
may be entirely neglected when bipolar machines are under 
consideration. 

It must not be concluded from this, however, that Foucault 
currents may be totally ignored. Their production occurs 
principally in the end-plates which serve to clamp the core 
laminations together ; further, the teeth of grooved armatures 
are seats of trouble when the slots or grooves are not carefully 
milled and any ragged edges afterwards trimmed off. Nor 
must mention of the winding itself be forgotten. 



For the rest it may be taken that even in well-designed and 
<arefully- built machines the loss due to Foiicault currents does 
not amount to less than from 40 to 50 per cent, of the total 
hysteresis loss. Experience, on the other hand, has shown 
that with machines of faulty construction the loss may be 
<hree to four times as great. 

An exact estimation of these losses cannot be made. , 
It is, nevertheless, as well, when estimating the effectivaJ 
output of a machine, to consider the nearest approximate* 
value ascertainable. 

4. Friction Loss in the Bearings. 

The several stresses to which the bearings of a dynamo are 1 
subjected depend upon the weight of the armature, W, and the 
pull, Z, of the driving belt. Since the latter acts, as a rule, in 
a horizontal direction, the resultant pressure on the bearings J 
is given by 

P= V G'-" + Z* . 

But as it is in many cases advantageous to be able to " 
-determine the approximate friction losses without previously 
■entering into calculations as to the weight of the armature, 
-■e will endeavour to establish a more general formula. 
Fortunately, the comparative weights of different types of 
■dynamo machines, for a given specific output W, (kilowatts 
at 1,000 revolutions), (see p. 63), do not vary to such an 
-extent as to preclude the possibility of their being dealt 
with, up to a certain point, through the medium of one 
•common formula. 

The average total weight of a machine : * 



175 - W,' kilogrammes. 



(37) 



r, G = 38G W/' lbs. 

In small machines, the maximum deviation from the number 



■K<w n 



746xH.I'. 



I l)« taken as the vhIuc of Wi. It may be ad'lcd 



llie cocftitlenl foi any ilislinclive type remaiiiB cotistitnt for ihat type, 

of the nulpui of the machine under consHeniiiiin. In calmlaiii^ the I 
.li|[ht error in the lulojitcd (Xtcflictent has liillc influence, 
1^ the ilrit-iog litli is generally greater thnn the weight. 
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SO obtained reaches at the highest 30 to 35 per cent. ; witb 
large machines the deviations are generally less. 

Of this weight, about 20 per cent, is due to the armature, 
in smaller machines the proportion being still less. By 
assuming the armature to have 20 per cent, of the total 
weight of the complete machine for all sizes, we thereby 
make some allowance in the calculation for the magnetic 
pull, which is larger in small machines. 




Let W, = specific output (in kilowatts at 1,000 revolutions- 
per minute) ; 
W = output in kilowatts at » revolutions ; 

V = velocity of the driving belt ; then 
Weight of armature 

G = 35 \V,^ = 3,500 ( — j' kilogrammes . {38) 

.T, G = 7,700 (— )' lbs. 

Maximum pull, Z, of the driving belt = 

— „ — ^- = 345 — kilogrammes . (39> 

9 01 XV V 



Z-J- 



when V is measured in metres per second ; and 
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when V is measured in feet per second ; with a mean efficiency 
of 89 per cent. 
We may distinguish between two cases : 

(a) Belt pulley situated outside the bearings (Fig. 44). 

(b) Belt pulley and armature placed between two bearings 
(Fig- 45). 

Another modification occurs when there are three bearings^ 
but it is better in this case to set down the friction loss 
approximately at 3 to 3*5 per cent., leaving the more exact 
estimations until afterwards. 

Under ordinary conditions the pressures will be distributed 
approximately as follows : 

(a) Pulley outside bearing — Pressure on bearing a : 



.^' " >v/4,70o,ooo(— )^ + 180,000 (— )' • (40«) 
in kilogrammes, when v is measured in metres per second ; also* 
Pi '=' >y/ 2,280,000 ( — J + 94,000,000 ( — ) 

in pounds, when v is measured in feet per second. 
Pressure on bearing b : 

P2 = >y/ 1,800,000 (^)^ + 6,900 (^y . (406) 

in kilogrammes, when v is measured in metres per second; also- 
^2 = V 8,800,000 (-)^ + 3,620,000 (— )^ 

in pounds, when v is measured in feet per second. 

For small machines, with outputs below 10 kw., this formula 
gives a bearing pressure about 10 per cent, too great. 

[b) Pulley between bearings — Pressure on bearing a : 

= v 2,300,000 (^) + 8,200 (^y . (4i^> 
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in kilogrammes, when v is measured in metres per second; also 
^\ = yj 11,100,000 f -)^ + 4,160,000 f- j 

in pounds, when v is measured in feet per second. 
Pressure on bearing b: 

= J 4,000,000 (^)* + 3,300 (^y • (416) 

in kilogrammes, when v is measured in metres per second; also 



2 



^2 ^ >y/ 19,000,000 ( — Y + 1,720,000 ( — 1 

in pounds, when v is measured in feet per second. 

(C^.ompare the weights of armatures given in Chapter X.) 
Knowing the pressure, P, to which the bearings are sub- 
jected, the peripheral velocity, v^y of the shaft within the 
bearings, and the friction coefficient / = 0*05 to o'l, we 
may calculate the friction loss: 

Friction loss - Pt;i / kilogrammes = 9*81 x Pvj/ watts . (42) 

Example, — What friction loss may be anticipated in a 
machine of 40 kw. output, making 700 revolutions per 
minute, with the driving pulley placed outside one of its 

bearings ? 

Vel(jcity of the belt v = 16*5 m. 

Peripheral speed of the shaft within a = 275 m. 
,, ,, „ 6 = 2*00 m. 

Friction coefficient = 0*067 ^• 

Pressure on bearing at a = 



^4,700,000 {^^ y + 180,000 ( ^^^) =1,670 kilogrammes ; 
Pressure on bearing at 6 — 



^/i,8oo,ooo (-i^ )^ + 6,QOo ( ^^- ) = 282 kilogrammes. 
^ ^700/ ^i6*5/ 

Loss in watts = g'Si x 0*067 (1,070 x 2"75 + 282 x 20) 
2,280 watts = 5 per cent, of the total energy. 
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W = 74^ X the 
the sum total of the 



5. Efficicitcy^Hcaling- 

Let W = the useful watts ; in motors 
H.P, generated ; 

^w = the sum of all the losses- 
following values : 

ii-'a = watts lost in the copper of the armature ; 

Wk = watts lost due to hysteresis ; 

w/ ^- watts lost due to Foucault currents; 

Wr = friction loss expressed in watts; 

v)m^ watts lost in the field magnets = (magnetising 
current)'- x resistance of the magnet windings ; 
f = the efficiency : then 



f = 



W 



f = 



w + 
w 



W -i 



i- W/ + Wr + W„ 



(43) 



We again venture to remind the reader of the foregoinK 
remarks upwn Foucatilt currents (p. 55). Should very exact 
stiniates of the efficiency be desired, we must not neglect to 
i into account the friction of the brushes^at all events, 
■^-hen the machine in question is fitted with carbon brushes. 

The friction coefficients given below^referring to a circum- 
ferential conmiutator speed of 5 m. per second — were obtained 
(rom experimf-nts conducted by Messrs, E. V. Cox and H. \V. 
Buck Isee Ekklr'^eikntsc/te Zeitschn/l, Nov. 5. i8g6) ; 
Carbon brushes, radially set, i" dry: 0"3 lubricated. 
Carbon brushes, tangentially set, o'64 dry : o-j lubricated. 
Copper brushes, tangentially set, i"ji (!) dry; o"32 lubri- 
cated. 
For greater velocities these coefficients must be multiplied 

'(■-V> 

The following example shows that the loss due to friction at 
;he brushes is not always negligible : 

i dynamo has an output of i8q amperes at 100 volts, and is 

I with radially-set carbon brushes, the circumferential 

I of the commutator being g m. per second. The area 

I contact surface should not be less than 0*15 square 
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centimetre per ampere, with a pressure equivalent to about 
o'i5 kgrm. per square centimetre. The total pressure of the 
two lines of brushes will therefore be 

2 X i8o X o'i5 X 0*15 = 8'i kilogrammes. 
Friction coefficient (lubrication assumed) — 

Consequently the friction loss, expressed in watts, is 
u'r = 9 X 8*1 X 0*27 X 9'8i = 193 watts = 1*07 per cent. 

Should the lubrication be insufficient, this loss may easily 
reach a value twice as great. 

Each of the above-mentioned losses is accompanied by an 
evolution of heat — that is to say, by a corresponding increase 
in the temperature of that part of the machine in which the 
loss occurs. The efficiency of a continuous-current dynamo^ 
apart altogether from mechanical questions, depends upon its 
capacity for radiating heat, or, in other words, upon the 
extent of its cooling surface. 

The maximum efficiency of a machine may, without difficulty, 
be determined from equation (43). We must first substitute 
C . E and C- R for W and Wa respectively (where R = total 
resistance of the armature). Further, writing Wh + Wf + Wr 
+ Win = "^'x = a constant, and differentiating the equation 
so obtained with respect to C, equating the differential 
coefficient to zero, we obtain : 

f = maximum for Wa = Wxl 

the current corresponding to the maximum efficiency being 



"" V R- 



R 

General formulae giving the increases of temperature to 
which machines are liable cannot, unfortunately, be estab- 
lished. We must therefore content ourselves with the 
formula long since proposed by Mr. W. B. Esson (see 
Journal of the Institution of Electrical Engineers, vol. xix.)» 
which, when applied with due circumspectiooi lead to 
results very approximately true. 



(fl) For armatures : Increase of temperature in C 
225 X watts lost in the armature 
cooling surface in square centimetres 
(6) For magoets : Increase of temperature in C." = 
335 X watts lost per coil 



(45) 



superficial area of a coil in square centimetres 

(If Fahrenheit degrees and square inches are used, the i 
coefficients become respectively 67 and 100.) 

It may be as well to observe that, when considering I 
ordinary armatures, only the cylindrical surfaces and the ends 
must be taken into account ; in the case of small armatures, 
indeed, only one of the latter. If air has access to the 
interior of. the armature, its diameter not being too small, 
then about one-third of the interior surface area may be 
added to obtain the effective cooling surface. 

In the case of the field magnets, the inner surfaces of the 
curving polc-cheeks are not counted ; the lateral surfaces 
alone being included in the estimate. 

Example. — If the diameter of an armature wound for a lo-kw. 
machine = 24 cm., length = 40 cm. approximately (measured 
over the winding), and, further, the diameter of that end-face 
adjacent to the driving pulley = about r6cm,, it follows that 

its cooling surface = 24 ir x 40 + — ?" = 3,200 square centi- 
metres. Loss in the copper = 260 watts ; loss through 
liysteresis = 300 watts — total, 560 watts: then its increase of 

temperature according to Esson = ^^ ^^— = 40° C. above 

J. 200 

that of the surrounding air. Assuming the engine-room 
temperature to be at 20^ C, it consequently follows that the 
temperature of the armature when working will be equal 
to about 60' C. Formula (44) is not quite correct, inasmuch as 
it makes insufficient allowance for the speed of the armature. 

According to Messrs, A. H. and C, E, Zimmermann 
(" Dynamo- Electric Machinery," fifth edition, Prof, S. P. 
Thompson) the value of the heat, expressed in watts, which a 
Bquare inch of cooling surface radiates is given: 
For a speed of o ft. per min., by 001 watt per degree C. 
„ „ .. 1,000 „ ,, ,, o'oiS ,, ,, 

3,000 ,, ,, ,, 0'022 „ 
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v^u Ki tho surface area be measured in square centimetreSy 
itu!t Ianv luuy be expressed by the formula : 
Uu ivusc of temperature in the armature « 

645 X watts lost ^o /,z;v 

— j^ — 7 TT C (40> 

surface (i x 0*3 ^/v) 

vvluMo (' - circumferential velocity in metres per second. 

i;riuMully speaking, a temperature increase of from 40" to 
|-\ i . i\\nivc that of the engine-room — the latter being taken 
^1 j-i' (*. is regarded as normal. Some manufacturers over- 
^th»|» \\m limit, but the practice is not wise, as, when subjected 
\y\ PH(rHsivc heating, the insulation is deteriorated, after a 
Ui\v \Vi\VH being completely destroyed. 

Im hr ([uite safe, the radiating surfaces should -be propor- 
Mmiu'cI approximately as follows: 8 to 9 square centimetres 
^1 J to 1*4 square inch) of cooling surface per watt for the 
inrifjiH^lM. and 5'5 to 6*5 square centimetres (o'Ss to i square 
ill! Id nf cooling surface per watt for the armature. 

All exception to this rule is found in machines which are 
ilhtiiiiird for tropical climates or for shiplighting, in either of 
ss'UU li cases the temperature of the dynamo-room may attain 
I,, .|() C. In this connection the English Admiralty i& 
i.ii|Hr,ialIy stringent, permitting a maximum increase in the 
liimpnrature of only 17** C, which is, perhaps, erring on the 
.,l(|n (if extreme caution. 

(;. Alteration of an Armature to obtain a Different Pressure. 

(I'.quation 10) E =■ ——!- — - i- 

60 . 10^ pi 

vliows that the output of a machine may be augmented at 
will by increasing its speed. The maximum output of a 
Miarhiiie is therefore dependent upon its heat - radiating 
rapacity, and the ultimate increase of temperature, which 
may be ascertained from equations (44) to (46). We start 
from the supposition that the conditions of magnetisation 
are such as to ensure sparkless running, even when the 
machine is overloaded. A further condition is that the 
circumferential velocity must not exceed a certain value 
(20 m. to 25 m. per second, corresponding to 70 ft. to 80 ft.). 



On the other hand, American manufacturers, notably the I 
Westinghouse Company, admit much higher velocities. 

If we take a machine and increase its speed beyond that 
which corresponds to the maximum output, determined by 
the extent of its cooling surface, its output will no longer ■ 
increase proportionately to the speed, but will remain J 
practically constant. Should, on the other hand, the speed i 
be diminished, a slight gain becomes apparent. Never- 
-theless, within certain limits, the output of a machine may 
be regarded as proportional to the speed of its armature. 
, This rule is subject to limitation only in so far as the 
air-gap between the armature and pole-pieces varies with 
different windings. If the air-gap is increased for a new 
winding, remaining constant, it may happen that the space 
to be disposed of for winding the field magnets is found to 
be insufficient to give the requisite number of ampere-turns. 

Manufacturers generally classify machines by stamping each- 
individual typf with some distinctive letter or letters, adding j 
the output in watts, or thu horse-power, or the current in I 
amperes. D C 50 might, for instance, denote a continuous- 
current dynamo of 50 kw. capacity, and D A 25 an alternating- 
current dynamo of 25 h.p. This practice is disadvantageous, 
in that it gives no indication, and allows, moreover, of no 
direct estimation, regarding the output of a machine at different 

jeds. As an alternative it would appear much more logical 
signify the specific output — that is to say, the output (in 
kilowatts) at a uniform speed of 1,000 revolutions per minute ; 
by this means the selection of a particular type, running at [1 
an abnormal speed, would be greatly facilitated. An example | 
may be given to illustrate this. Suppose that the following I 
table has been made out for an ordinary type of dynamo : 



■ Niinil^i. 


■ 


' 


3 


4 


5 


Rotonn. 


5 
1,250 

4 


1.000 


16 

800 


14*S 
700 

35 


^ 


WSSMm .::.:. .. 


K;dik»itp.u,.ki><»uui.tt 


000 revdutioni 


S5 


W " 



Suppose, now, that for some particular purpose a machine 
yielding, say, 20 kw. at 400 revolutions per minute, is required ; 
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this is equivalent to a specific output of — '—^ — = 50. Of 

400 

the types included in the above table, we at once perceive 

that the one yielding a specific output of 55 kw. most 

nearly approximates to these conditions ; and, indeed, will 

presumably suffice for our requirements, providing its normal 

pressure be 200 to 300 instead of 100 volts. 

Let us denote by E, C, and n the electrical values relative 
to machine No. 5, and by Ei, Ci, and n^ those appertaining 
to a machine remodelled to meet our requirements. 

With remaining a constant value, it follows from 
equation (10) that 

Ni = N . ^^ . -. 
^ E ni 

Employing equation (29) we may now determine the 
necessary cross-section of wire : 

L. N .C 



Si = 



50. (J. 4/>i2' 



whence d = \/ — — 

12-5 p^ ^ e 

When only an approximate estimate is required, the above 
•equation is commonly written : 

s = -^ (47) 

ft 

in which c, the current density per square miUimetre section 
of the wire, varies between 5 and 1*5 ; the value of c for 
currents up to 1,500 amperes is given with sufficient 
accuracy by the equation — 

c = 90 6, 

where e = - varies between o'o6 and 0*02. 
E 

Assuming that the points of collection in the original and 

converted machines are to remain equal in number, then for 

the same percentage drop in the voltage 

-I - & (48) 

In practice, however, a slight modification izi both the 
-value of the voltage loss, c E « e, and the totj^. jiidootioa 



will generally prove necessary, so that conclusions drawn 
from ibe above formula must only be regarded as approxi- 
isattiy accurate. 



n*i« 



i their Insuiatioti. 



Besides wires of circular section, insulated wires of 
Tcctangular section are also in use. These do not, however, 
-commend themselves in practice, their use being attended 
ii*-ith the disadvantages that, in the first place, they are 
•i-ery difBcull to wind: and secondly, their insulation^which, 
it may be obser\ed, occupies somewhat more space than 
■the insulation of wires of circular section, assuming the same 
number of layers — is easily injured. Large armatures 
isre either wound with solid copper bars or with cables 
of any suitable cross- section. When bars of any rectangular 
■section are employed, it is always advisable to round off 
their edges. The manufacture of cables is greatly facilitated, 
the cost somewhat lessened, when a form similar to 
that shown in Fig. 46 is used. In the type Fig. 46, 6 is 
•composed of two conductors 

of circular section, the inter ^^ 

stices being filled up with thin jGU-X^ 

The use of cables in ./' T ~rx So"./ 

preference to solid bars ui LJJj 

•wires is not only a question 
-of the greater facility with 
-which their winding may be - =«'.,. 

•executed, but is also advan- *^"' *^- 

"tageous in lessening the de- 

"trimental effects due to the production of Foucault currents; 
ibey are therefore largely used with smooth armatures when 
a great current -carrj-ing capacity is required. 

For equal diameters, cables have an effective sectional 
area of some 22 to 25 per cent, less than solid wires. Further, 
their component strands generally number 19 or 37 (compare 
Table III. at end of book). 

The ultimate diameter of a cable or wire depends, of 
•coarse, upon the number of wrappings which its insulation 
•comprises and the thickness of the outer cotton braidini;. 
This biter ser\-es to protect the real insulating material 
Ax>m mechanical displacement, and ts, therefore, ocdy 



I 



^ 



I 
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lUM'C.ssary with cables or with solid wires, if these latter 
arr employed for armature windings. Two or three 
wrappings of insulation suffice for the magnet windings.- 
Ah regards the requisite thickness of cotton braiding, the 
following table may be consulted. 



l»j;imrl<T of the 
liiiM- Wire, <!'. 


Numl)er of 
the Yarn 
Thread. 


Double Thickness of the Insulation in Millimetres. 


Single 
Wrapping. 


Double 
Wrapping. 


Triple 
Wrapping. 


f iiiilliirM'frr -j 

•j »nillii»Mlr«'s "1 


70 
100 

70 
100 


0-25 

0-20 

025 

0-20 


050 
0*40 
0*40 
030 


0*65 
0-45 
0-55 

0-35 



A braiding should be about one and a-half to two 
hiiM't* i\ut thickness of the insulation wrapping. As already 
iriiiaik#:(l, the insulation of cables and rectangular wires is 
piopoitiorially somewhat thicker than that of solid round 
wiM*^. I^ue allowance must therefore be made for this when 
applying the figures contained in the above table. 

VVIm!!! ordering insulated wire it should be specified that 
(In hrv<ral wrappings of insulation, together with their pro- 
Inling r,r;tton braidings, are to be put on at one operation; 
jiumiU)*: in this manner the wire is less twisted and retains 
il.^ original pliabiUty. The meshes of the braiding must, 
iii<iirov<jr, be drawn fine and tight. 

Miiny manufacturers impregnate the insulation with a 
I <.|oiirl<r>s gum. This serves to prevent fraying of the insula- 
IHHi at |)oints near where it has been removed in order to 
lay llMt wirr bare. Excellent impregnating mediums are found 
111 bliitllac and a preparation well known in America — i.e., 
•♦ Slaiidard B, Armature and Field-Coil Varnish" (black), 
maiuilarturcd by the Standard Paint Company. Both invest 
tlii: iiirtiilation with greater ability to withstand carbonisation,. 
,tti hlinwfi by the following experiment, made at the author's 
iUf^githlioii. A complete wire with several wrappings of 
Miiiiil(ition and cotton braiding was impregnated at different 
iiuiiitH in its length with shellac and the above-mentioned 
^VHVniiiii* Upon heating the wire by means of an dectric 
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current, the unimpregnated portions became carbonised 
whilst the impregnated sections remained uninjured. 

Example. — Suppose that the electrical data relative to a 
machine yielding 4.000 amperes at 20 volts with a speed of 
220 revolutions is as follows : 



Armature diameter 




D 


= 


97'9 


Armature length 




I 


= 


600 


Number of wires in armature 


circuit... 


N 


= 


120. 


Number of pairs of poles ... 




P 


= 


i- 


Half the number of collecting points, 


Pi 


=. 


i- 



Mean length of an armature coil ... L = i'6m. 

The armature is further assumed to be of the toothed type, I 
It is required to reconstruct this machine for an output of 1 
700 amperes at 120 volts when running at 250 revolutions. F 
Having regard to the very low saturation of the field in the I 
original machine, we may without hesitation arrange to doubled 
that saturation. As a consequence, 

.. I 220 izo 

N, = i . — , — . 120 = 320. 
250 20 

Allowing a 4 per cent, drop in pressure — that is to say, 
4'S volts when the armature is at its maximum temperature, 
the requisite section of wire, 

320 X 700 X r-6 X 1-2 . -,i- 

s, = = = 41 5 square milltmetres. 

60 X 4'8 X 4 X 9 *t J 1 

This corresponds approximately to a sectional area of a 
cable 8'2 mm. in diameter bare, or 8'g mm. insulated. 
If we execute the winding m two layers, the necessary 
'Width of the slots will be about 10 mm,, and their depth 
20 mm. or Ji mm. The grooves are given a somewhat greater 
depth than is actually required for taking the conductors 
ihts permits the binding wires to be countersunk flush with 
the tet^th. The diameter of the finished armature is thea 
equal to that of its core. 

Verification. — The arc embraced by each pole of the 
machine has a length of 30 cm. ; the air-gap amounts 
jlO 0*6 cm.; while the armature E.M.F, — that is to say, 
Ibe pressure between the brushes + the internal loss in 

5* 



h 
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ohms V the drop of pressure due to armature reactions- 
may be taken at 130 volts. From this it follows that: 

t 60 X io» > 



■ 5.400- 



B - J 3 X 60 X io» X 3 I 

320 X 250 X 3 60 x 30 

Further, according to equation (26), 

A„„ < .?° 5.400 X 0-6 ^ J, 

°" 4 X ■ 30 

and, from the data of the machine, 

2 X 3 X 97-9 X fl- 

-^ - 1-42- 



Air-Gap. — With smooth armatures the air-gap comprises 
the following dimensions : 

1. Thickness of insulation (paper, calico, etc.), about 
I mm, to 2 mm. 

2. Radial depth of the several layers of winding. When 

wire of round sec- 
tion is employed, 
this depth is mini- 
mised by disposing 
the winding so that 
the conductors com- ■ 
posing each succes- 
sive layer coincide 
with the depressions 
formed between the 
conductors of the 
immediately preced- 
ing layer. Taking 
N, as the number 
of layers, the total depth - d,' + (N, - i) rf, sin 6o*. But it 
is not customary to overwind armatures with more than two 
layers, so that 

k - i-g dy 

3. Diameter of the binding wire + thickness of insulating 
bandages, 1*5 mm. to 2 mm. 
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4. Air-gap proper between the finished armature and pole- 
pieces, 2 mm. to 5 mm. 

Respecting toothed armatures we have the following rule 

S>o'5u (see Fig. 47). 

D. Caleolations neeessary fop the Design of an Armature. 

To be able to calculate in advance, without great loss of 
time, the dimensions of a dynamo to be constructed, we 
must perform two operations: 

I. Calculate the approximate dimensions of the armature — 
diameter and length. 2. Verify this calculation. 

First approximation to the exterior dimensions of the armature : 

Using equation (10) — 

g ^ N . . n ^ . 
60 X 10^ ' pi 

wherein N — — ^ — y} — ; 

and d> = — 

^ 2/> 

g ^ k .2 p^D ir D 7r/3/B n^p . 

C 2 p * />! 60 . 10® ' 

whence D = 7^0 ^f^^] .... (49) 

For preliminary estimates it will suffice to assume the 
following values : 

k = 100 for ring armatures ; 
k = 150 for drum armatures ; 
B = 5,600 ; 
/8 - 07. 

We are thus enabled to give equation (41) a simpler form — 
viz. : 

For ring windings : 

Dcm. = 39 a/^ - .... (50) 
^ n I 
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where / is measured in centimetres. 

Dincb = 9 

where / is measured in inches. 
For drum windings : 



7 y^-? ] 

^ 11 I 



• • 



(50) 



D„,. = 32 y EC I 

^ n I 

where / is measured in centimetres. 

D,„eh - 7-9 y^ I 

^ n I 

or, assuming / = X D — 
For ring windings : 

D„„. = 11-5 ^ECl 
D,och=4-5y— - 



(51) 



(51) 



• • • 



For drum windings : 



n X 



(52) 



(52) 



n X 



Do„. = 10 '/E^i 



I 
n X 



(53) 



(53) 



These formulae correspond almost exactly with those 
given by Mr. Albion T. Snell (see Journal of the Institution 
of Electrical Engineers, vol. xix.). 

How far they answer to the conditions prevailing in actual 
practice may be gathered from the comparisons given below : 





1*' C 




Calculated. 


Executed. 




No. 


n 


X. 








Remarks. 




I). 


l. 


D. 


/. 










cm. 


cm 


cm. 


cm. 




I 


1*92 


0-89 


13 


II-5 


18 


16 


\ 


2 


10 


112 


20 7 


23*2 


^ . 


27 


Bipolar drum. 


3 


22-2 


079 


304 


24 


3' 6 


25 




4 


57 


078 


41-8 


32-6 


41 


32 


4-pole dnmi. 


5 


100 


0*67 


61 


41 


60 


40 


Bipolar ring. 


6 


178 


0-45 


73-5 


33 


80 


36 


6-pole drum. 


7 


555 


o*6i 


no 


67 


98 


60 


6-pole ring. 


8 


660 


048 


III 


53*5 


"5 


55 


4-po1e drum. 


9 


2750 


0*18 


348 


45 


237 


43 


24>pole drum. 


10 


20000 


0-34 


390 


132 


320 


no 


i2-p(de drum. 



DYNAMOS. 71 

We thus see that the formul-e give concordant results for 
■machines of from about 15 kw. to 400 kw. output. In smaller 
machines it becomes necessary, from purely mechanical 1 
reasons, to allow a relatively greater diameter. i 

Having ascertained the approximate diameter and length, 

"E may then proceed to determine 

the requisite gauge of wire. For a first approximation the 
following procedure will be found advantageous : 

The mean length, u, of one complete loop (in drum 
windings being equivalent to the length of a single 
peripheral conductor + that of the connection on one end I 
■of the core) is J 

L = o'oig (o'4g D + /) = o'oig D (o'45 + \) metres . (54) 

where L is in metres, and Dand / are given in centimetres. In 
English measures we shall have L (in feet)=o'i58 D (o'45+X), 
D being given in inches. 

Further, according to equations {29) and (47} 
C ^ L ■ N ■ C 
ipi.t^ 200 ■/>,''■ e E' 

Substituting the value of N from equation (10), and for ^ j 
its value = - '^ /3 / B, this equation then reads : 

^^■r^lBXDu. .... (55) 
iono-45+X) ^^^' 

For application in the case of machines destined to run at 1 
speeds varying only slightly from the normal, this equation may J 

iiirther be considerably simplified, since is now almost ] 

^ ^ (0-45+^) 

•constant, averaging about 17,500. In the case of slow- running i 
dynamos, or where X is small, it is requisite to reduce this 1 
oamber by from 20 to 30 per cent., or should, on the other i 
hand, large machines with longer armatures be in question.^ 
it must be increased about 20 to jo per cent. 

If we suppose that jS = 0*7 and B = 5,600, then 
c = go . r (see equation 48) ; 
or. in English measurement, 

c per square inch = 580 e ; 
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C 

s (in square millimetres) = — • . (56) 

Pi . lOO € 

or, in English measure, 

s (in square inches) = • • (56) 

pi . 116,000 € 

More Exact Determination. — In order to obtain more accurate 
figures we should now sketch a small portion of the armature's 
circumference in outline, either to natural or enlarged scale 
(see Fig. 47). We then proceed to calculate the number of 
wires N ' which correspond to a length u^ — 

N = ?^ . N" 

In toothed armatures the slots are generally either equal or 
double in number to the commutator sections. 

To avoid all possibility of the pole-pieces becoming 
reversely magnetised, due attention must be given to see that 
equation (27) is satisfied — that is to say, 

N < 6-37 . ?i-:-i--- A '.Pi > ?7^ N", 

C p Hi 

or, in English measure, 

C o til 

where 13 = induction per square inch, and S is measured in^ 
inches. 

At the same time we must not omit to ensure that the 
saturation of the teeth lies within the necessarj' limits. In 
bipolar dynamos this value must not exceed 16,000 to i8,00O' 
lines, whereas when multipolar machines are concerned this 
value should not exceed 12,000 to 15,000. 

By an appropriate modification of the values B, S, fi, N'V 
and «,, and changing the sectional area of the wires, it is 
always possible to fulfil these conditions. 

Substituting the values of and N = — ^ N" in the equa- 



«i 



tion (10), we may calculate the diameter of the armature 
with sufficient precision by the aid of the equation. 



/8 
where E = the induced E.M.F. 



D^^'^hl^ 132^. . . . (57> 
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Verification, — After the foregoing calculations have been 
completed, a verification of the several dimensions is indis- 
pensable. The size of the wire to be employed must first be 
determined, which may be done from the dimensions given in 
the design. Similarly we must assore ourselves that there will 
be sufficient room for the end connections, etc. 

Example i. — Let it be required to determine the necessary 
armature for a four-pole drum machine yielding loo kwr 
(125 volts, 800 amperes) at a speed of 400 revolutions : 

^1 = 2; X » 0*6 ; € = 0*03 (3 per cent, loss) ; jS = 07. 

According to equation (53) 



D » 10 l/l^^iS^ . - - 75 centimetres ; 
V 400 0-6 ^^ 

/ a. 0*6 ^ 75 = 45 centimetres ; 

while, according to equation (56), 

s - _ = — = 74 square millimetres. 

pi X 180 X € 2 X 180 X 0*03 

(See Fig. 48.) 

Further, according to equation (27), 

N = < 6-37 -y^^^; 

Ui C p 

or, Z5Z < 6'37 B ^ . 2 X 2 

17 800 X 07 

Selecting the values B =» 6,000 and S = o'6 cm., we obtain 
on the left side of this equation 138, and on the right side 
164; therefore 

*^= rig. 
k 

and, according to equation (57), 

D - J-^?^lJiJL7_^ . "° '^ ^°' - 84 centimetres. 

>^ I X 07 X 45 X 400 TT^ 6,000 

The diameter given by formula (53) was consequently 

somewhat too small; for this diameter -^ - i"o6. Thus it is 

k 

siifficiently evident that the employment of toothed armature 



L 
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cores is limited by the output of the machine, and depends 
also on the number of poles. In order, for instance, to 
prevent a reversal of the magnet poles by the armature 
reaction we are obliged to allow a very considerable air-gap, 
thereby forfeiting one of the advantages of the teeth^ — 
i.e., that constituted in being able to reduce the air-g^p, 
and, consequently, also the number of ampere -turns in the 
field winding. By slightly enlarging the pole-shoes, the 
machine in question might almost to equal advantage be 
provided with a smooth armature. However, by modifying 
the machine for a six-pole field, we are enabled not only to 
retain the toothed type of core, but also to secure at the 
same time its full advantages. 





Example 2. — Modification of the machine described in 
Mxample i for six poles and six brushes, assuming that the 
armature length (45 cm.) remains unchanged : 



800 



j X 180 X o'Oj 

^ = 07 ; K, 



50 square millimetres in round figures. 



ri (see Fig. 49). 



;6-37 



B^i_x3 



800 X 07' 
Further, let B = 5,500 and ^ = o'5 ; then 

D = / 13^ X 3 -^\ ._ [l3°_^ = 8g centimetres. 
V 2 X 07 X 45 X 1,100 ir». 5,500 



We are thus enabled — quite apart from the other advan- 
tages of six-pole machines (such as a saving in wei^t) — 
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'0 reduce the air-gap to a minimum, and thereby effect a 
Saving of about 24 per cent, in the ampere-turns, which i 
"■oald otherwise have been requisite. 

Calculation nf the Interior Diameter of an Armature. — Whei 
drum armatures are in question, the interior diameter 
of the core depends entirely upon the value of 0, but with 
Gramme rings, on the other hand, the possibility of placing 
ihe interior wires must be considered. As a consequence, ring 1 
machines have a comparatively greater armature diameter, 
especially in the case of small machines. 

After the value of tf, has been computed from the dimensions 
And winding, we may ascertain the inner diameter of the 
armature by assuming various saturations, Ba, for the core, 
find then calculating, according to the method given in . 
iquation (34), the corresponding watts lost through hysteresis. 
The following. approximate figures might, for instance, be J 
taken : 

For two-pole machines Ba = i-|,ooo to 16,000. 
„ four- ,, ,, Bo = 12,000 to 14,000. 

„ six- ,, ,, B» = 9,000 to 12,000. 

It may also be mentioned that with toothed armatures it is 
usual to disregard the teeth and only reckon as permeable that 
area of the core contained between the bottom of the notches 
ind the inner surface of the armature. When, therefore, we 
iirrite 

^ D, _ Interior diameter 



D' 



Exterior diameter 



,s always to be understood that D' denotes the ' 
diameter measured between the bases of the teeth. The 
iiirect calculation of D, is likewise rather complex, but 
may be facilitated by employing the tables given at the 
tad of this book (Chapter XII.). 
By substituting in equation (34) the values of: 



B - 



D» (I - 
-■ 0-003 ■ 



t) o'q X 



r*) \ ■ o'y, 
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we obtain the formula : 

We proceed now to work out the middle term of this 
equation, employing Table VII. This operation gives us the 
value of w, enabling us thereby to obtain the corresponding 
value of T from Table VIII. Approximately speaking 
T = I - A. 

Example. — Given a permissible loss of 1,200 watts (i'2 per 
cent.), what interior diameter must be allowed for the six-pole 
machine dealt with in the previous example ? 

, 132 X 60 X 10^ ^ Q^^ ^^ 

4> = — 07-1 — - 7,8oo>ooo ; 

400 -^ 

2*1 

D' = 85 - 4 = 81 ; 

1*6 log 7,800,000 - log (10*65 X 10^®) ; 
o'2 log 81 ^ log 2-41. 
X^-^ (according to Table VIII.) = 0*697 5 

400 X 3 

(0 — — — — ^o , 

60 

A = 1:5 ^"'^S X 10" . ^ 22_ = 0-264. 

10^^ 2*41 0*697 1,200 

Referring again to Table VIII., we find that corresponding: 
to this value t = 073. It is also to be remarked here that 
I - A = I - 0*264 = 0736, and, therefore, agrees fairly 
closely with the value of r determined from the table. 

From the above we calculate : 

Di = o*73 X 81 = 59 centimetres. 

Denoting by ti the ratio borne by the internal diameter, 
Di, to the external diameter, D, of the armature, the latter 
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measured from the crowns of the teeth, we may tabulate as 
follows the approximate values holding good in practice. 



Number of Poles. 


n 


2 

4 
6 

8 

lO 
12 

24 


o'3 to 0'4 
o'6 to 0*65 
0*65 to 07 
075 to o'8 
078 to 0*83 
o-8o to 0*85 
0-9 



These figures relate to machines actually constructed of 
from 2 h.p. to 2,000 h.p. ; the larger values of ti refer to the 
larger machines. In the calculation for a six-pole machine 
just worked out, our figures were D = 85 centimetres; D, = 59, 

and as — ^ « |5 = 07 in round numbers, it will be seen that 

the agreement with the table is fairly close. 

In conclusion, we insert another table containing the 
dimensions, etc., relative to armatures of various makes. It 
is not suggested that the figures contained therein should 
represent finality or be employed indiscriminately as bases for 
new construction. Although a greater part of the machines 
quoted may possess undoubted merits — for which the names 
of their respective manufacturers offer, indeed, a certain 
guarantee — yet the list also includes machines which quite 
as indisputably leave room for improvement. The table is 
intended to serve merely as an aid by which the approxi- 
mate dimensions of a machine may be quickly determined, 
and for purposes of comparison. Those who understand the 
art of designing will also be able to derive many interesting 
conclusions from the figures given. 
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TABLK CONTAINING THE DIMENSIONS ANI> 



1> 


Specific 


Normal 
Output 












Armature. 




1 


(Jutput 
in Kilo- 
watts. 


Volts. 


Speed. 

1 


/ 




D 
cm. 


/ 
cm 


N. 


Wire. 


1 

I 1 


42 


I h.p 


Ilo 


I 750! 


133 


133 


768 




2 


<>75 


1*5 k\v. 


loo 


2.ix)0 






15 

• 


iS-6 


2»K> 


1-8 


3 


24 


5 h.p. 


Ilo 


» 550 ' 




- 


20 9 


20 '4 


348 




4 1 


416 


5 Ww. 


no 


1 

I 2(M) 






20 


20 


228 


25 


m 

3 


5 35 


75 .. 


loo 


I 4(K> 






27 6 


28 


16s 


l'^ 


6 


5 4 


lo h.j). 


220 


I 360 






235 


234 


576 




7 


II 


20 .. 


220 


I 35^> 






29*6 


29 


320 


__ 


8 


156 


14 kw. 


125 


9tM) 






3" 


26 


180 


4 


9 


25 


20 , 


lOl) 


8oi) 






^2 


42 


144 ( 


19 wires o, 
I '6 mm 


lo 


27 


21 , 


105 


780 






282 


19 


120 


30 sc|. mm. 


II 


38 


35 h.p. 


440 


675 




• 


3»'4 


362 


464 




12 


57 


40 kw. 


125 


7<M> 


2 




41 


32 


122 


3-y 18 


'3 


63 


30 h.p. 


500 


35'^ 


2 




295 


38 


760 


23 


14 


666 


40 ku. 


1(H) 


6<K> 


I 




514 


40 


80 


92 


15 


83 


50 ., 


125 


6tM> 


2 


2 


56 


36 


224 


2 X 16 


i6 


834 


5^> .■ 


125 


600 


2 


2 


58 


27 


210 


— 


17 


I(M> 


60 ,, 


Ilo 


600 


2 


2 


5" 


38 


i6u 


6x6 


i8 


114 


75 h.p. 


440 


675 


I 


I 


so 


47 


38-8 


-— 


19 


I 20 


60 kw 


120 


1 

5(K. 


I 


I 


622 


40 


140 


22 X 4 


2o 


148 


74 .. 


53« 


5(K) 

1 


3 


I 


8,, 


33 


400 


I X 25 


21 


160 


72 ., 


125 


1 

45« ' 


2 


2 


63 


44 


176 


3 X 18 


22 


ll^'' 


66 ., 


2tMI 


no 


2 


2 


105 


31 


516 


— 


23 


666 


200 ,, 


53<' 


3tK) 


2 


2 


"5 


55 


488 


1*6 X 18 


24 


900 


360 ,. 


600 


1 
400 


2 


2 


122 


635 


360 


— 


25 


2740 


410 ,, 


55 


,50 

1 


12 


12 


237 


43 


432 { 


19 wires of 
2*8 mm. 


26 


20<X)0 


1500 .. 


550 


^^1 


6 


6 


320 


no 
(about) 


139a 


6*35 X 19 
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"WINDINGS OF ARMATURES OF DIKFKRKNT TYPES. 



Commutator. 


a 

cm. 





• 


X. 


length 
cm. 


()i)servations. 


24 






489,000 


Sprague (Manchester type) 


4t> 


4 


0-14 


1,570,000 


Oerlikon, old form (Manchester type) 


38 





— 


1,228,000 


Sprague 


38 


8 




2,560,000 


Soc. anonyme dVlectricit«» (formerly Lahmeyer)- 


55 


6 


0175 


2,80O,(X)O 


Oerlikon oM type 


4« 






1,800,000 


Sprague 


Sc. 






2,974,000 


Sprague 


45 


«5 


0-5 


5%000,00() 


J. Fa root 


)'- 


13 


o-io 


5,700,000 


Oerlikon, old tyj^e 


6c> 


— 


105 


7,153000 


GlslHjrt Kapp 


5» 


— 




8.517,000 


Sprague 


61 


164 


06 


4.750 000 


( )erlikon 


95 


7*5 


0555 


5,200,000 


Westinghouse Comi)any (tramway motor)' 


40 


21 


— 


13,800 000 


(Jerlikon old type 


112 




075 


6 000,000 


J. Farcoi 


105 


>4-5 




6 400,000 


( ieneral Electric Company 


&) 


i8-5 


— 


7,500,000 


Schuckert 


97 




— 


13,430.000 


Sprague 


70 


22 


0-5 


II 000.000 


Oerlikon, old ty|ie 


200 


12 




5,700,000 


Alioth, Basle 


88 


18 


08 


10,000,000 


Oerlikon 


516 


34 




22 600,000 


Siemens and Halskc 


244 


23 


10 


23 400,000 


Oerlikon 


180 


38 




27,000,000 


Cjeneral Electric Company 


}2l6 


35 


2-45 


5,600,000 


(Jcrlikon 


696 


504 


0-635 


35,000,000 


Oeneral Electric Company 
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CHAPTER III. 
The Design of the Field Magnets. 

A. Characteristic Properties of Different Magnet Windings 

The simplest means by which one can obtain a clear insight 
into what actually goes on in a dynamo, consists in graphically 
plotting its characteristic — a method which was first employed 
by Faraday, and has since found universal favour. One should, 
moreover, never neglect to keep a graphic record of all test 
results, for it is only possible in this manner to verify data, or 
detect the results of unavoidable errors, and distinguish these 
from faults of construction which may be remedied. 

The ordinary system of co-ordinates is utilised for this 
purpose, and it is customary in plotting values which are to 
be compared — excitation with pressure, pressure with speed, 
etc. — to represent the pressures as ordinates, and the 
corresponding speeds, or if required, the ampere-turns (or 
simply the amperes) as abscissae. 

Although, strictly speaking, the term " characteristic " 
applies only to curves exhibiting the relation between 
armature current and terminal voltage, yet the expression 
is frequently employed in reference to curves generally. 
Of these curves, by far the most important is that one 
which affords a means of comparison between magneto- 
motive force (Cm N and pressure. We might call it the 
^' curve of magnetisation.*' Its peculiar value lies in that 
at any time the characteristic proper may, with ease, be 
deduced from it. Instead of representing by the ordinates 
the terminal pressure or the induced E.M.F., it is more 
advantageous to substitute the total induction, 0, com- 
puted by means of equation (lo). We thereby become not 
only independent of the revolutions, but also of the number 
of inductors contained in the armature winding-^ dittii^i- 



later 




fieation whicb will frequently prove 
calculations. 

Fig. 50 depicts such a curve of magnetisation, which will 
serve for any separately-excited machine running on open 
circuit. As will be observed, the curve at its outset is very 
nearly straight, until a certain point is reached, where it bends 
rapidly and then finally resolves itself into a straight line 
iaclined at a small angle to the horizontal axis. That is to 
toy, Uie lines of induction increase at first almost in proportion 
la tiu strength of the exciting current, but afterwards approximates 
vtore and move nearly to a maximum value. The field of 
ao arc-lighting dynamo should 
be neither too weakly nor too 
strongly saturated. The former 
condition conduces to instability 
of the brush pressure, consider- 
able fluctuations arising with the 
least variation of speed, while 
the disadvantage of too dense a 
field is only a question of relative 
■ In order to keep the initial 
cost of a machine within limits, ¥ir.. 50, 

and at the same time avoid the 
first- mentioned defect, the following rule should be observed : 

If we continue the first straight portion of the characteristic 
(Fig. 50) until it cuts the straight tine E b drawn parallel to the 
of abscissa at the vertical distance E (E.M.F.) in a, then the- 
distance a b should be approxivtately equal to E a, but in no case \ 
thottld it be shorter than E a. 

This rule, as will become apparent later on, may also be 
expressed as follows: The total number of ampere-turns in 
the field magnets should be at least twice as great as would 
overcome the resistance of double the air-gap. 

Arc-lighting machines and series-wound motors provide, 
exceptions to this rule. In these cases it is advantageous to 
employ the strongest possible saturations. 



The Series Machine. 

lo the series-wound type of machine, as shown in Fig. 51, 
whole current generated in the armature circulates through ^ 

6 
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the field windings in accordance with Ohm's law. A lowering 
of the external resistance consequently produces an immediate 
increase of current ; and as this means correspondingly 
increased excitation, the pressure, of course, also rises. It 
is for this reason that series-wound dynamos are not well 
adapted for employment with incandescent lamps requiring 
constant pressure ; whilst, on the other hand, they are 
eminently adapted for running on arc-light circuits, or those 
supplying incandescent lamps mounted in series. For the 
latter purpose it is, however, requisite that the machine should 
maintain a constant current strength, whilst with a varying 
number of lamps in series the necessity arises for corre- 
sponding adjustments of the pressure. Various methods are 
in vogue for effecting this purpose, but they may all be 
divided into three comprehensive groups, as follows : (i) 
regulation of pressure through adjustment of the magnetic 
field ; (2) regulation by shifting the brushes (this method is 

only applicable with machines pos- 
AAAAAA . sessing feeble armature reaction and 

VVVVVV I a relatively large number of com- 

^^--^ mutator segments, for otherwise 

C^\ ) jn sparking would be too violent) ; 

V_.>''^| (3) regulation by adjusting the num- 

ber of revolutions to produce the 
p^|^=>— -cij'cz)— J voltages required. 

Ivix v., .1. Looked at from an economical 

^•^"^ ^.^-""^^.F^ point of view the last method would 
^'"' ^'' appear to be the best, though it would 

appear to have found but little appli- 
cation in practice. While upon this subject, attention may 
be directed to a very interesting lecture delivered by A. 
Bernstein before the Elektrotechnische Verein, Berlin, on 
October 22, 1889. (See Elektrotechnische Zeitschrifi for Novem- 
ber, 1889.) 

A. Bernstein pointed out that a constant current might be 
maintained in an installation of electric lamps arranged in 
series, with a series-wound dynamo as a source of supply, 
by dispensing entirely with the governor of the driving engine, 
as the engine then works at a constant piston pressure. 
The following phenomena occur when a portion of the lamps 
are switched off: In the first place, the resistance of the 
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external circuit is decreased ; at the existing pressure the 
^current would therefore increase, requiring at the same time 
■an extra expenditure of energy on the engine's part. But 
;as there is no reserve of steam pressure, this extra demand 
^necessarily reacts upon the engine, decreasing its speed, but 
•only to that extent which is sufficient to balance the current. 

The consideration of the series -wound dynamo in its use 
as a generator for arc lamps connected in series, constitutes 
the contents of a separate chapter. We will now pass on 
io the consideration of this type of machine in its capacity 
1 transmitter of energy. It will be of especial interest to 
-acquaint ourselves with the conditions under which a constant 
speed of the secondary machine is attainable with a variable 
!load. 

The internal pressure of the primary machine might, as 
"previously, be computed by nleans of the formula — 
E. »»N p 

60 X 10* Pi 

For the sake of simplicity this may be written 

E = K.«./(C N„). 

If R represents the sum of the resistances of the generator 
iand the motor {armatures and magnets), together with that of 
the connecting leads, there will remain at the terminals of the 
.secondary machine an effective pressure, 

E, = E - C . R = K . « . / (C N„) - C R, 

•or, as E, may also be written K, . k, ,/. (C N'„), the speed 
K)f the motor may be expressed by 

E, K»/(C N,„) 



I 



^ K,/{CN-„) K,/(CNW K./(CN-„) 

The simplest case would be where the two machines are 
nnplete duplicates of one another, both as regards con- 
.struction and winding — that is to say, when 

K, = K ; N-,„ - N„ ; / (C N „J = / (C N„). 
Further, assuming that both machines are to be worked 
■with a degree of saturation not exceeding the limit repre- 
sented by the straight portion of the characteristic (Fig. 50), 

6' 
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it follows that / (C Km) might also be written K2 . C, and 
equation (51) might be more simply expressed as follows : 

«i = « - = « - K3 . . . . (60) 

Ki K2 

That is to say, the secondary machine should theoretically 
maintain a constant speed as long as n (which represents the 
speed of the primary machine) remains constant, however the 
load is varied, provided that its saturation remains within the 
limit represented by the straight part of the characteristic. 
Practice does not, however, always conform to this theory, 
because, as we shall see later on, the reaction of the armature 
currents on the magnetic field often constitutes a factor which 
must not be neglected. In the primary machine it tends, as a 
matter of fact, to weaken the magnetic field, but it strengthens 
that of the secondary machine. Thus, the armature reaction 
in the motor does not counteract that of the generator, but 
the two effects sum themselves up. Having regard to this 
fact, it is always advisable to allow a slightly increased length 
of winding for the generator magnets, whilst the motor's field 
winding should be shortened by a corresponding amount. 
Moreover, attention must naturally be directed to remove as 
far as possible the cause of this disturbance by proper con- 
struction of the machines (see Chapter VI.). 

If the two machines are required to run at equal speeds, 
the only change necessary is a modification of the constants 
K and Ki. In that case we may write 

K R 



or 



"■ ■ K. • 


. n - 




«i = n. 






From this it follows — 






K 


. n - 


R 


K, 


Ki . K.2 


K, = (k 


. n - 


Kj'n 



The foregoing formulae, as already remarked, are only 
applicable provided that both machines are to work on the 
straight portion of their characteristics. If, now, w^ cpn- 
sider the. case most often met with in practicei in .ifviiichi 



(61) 
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■the primarj' and secondary machines, although similar as 
r^ards construction and winding, yet work with different 
degrees of saturation, equation (60) will then read— ^ 

C R 

n, = n - _ . . 

K/(CN'„) 

The numerator of the fraction increases in proportion to 
the strength of current supplied, whilst a reference to 
Curve 50 shows us that the / (C N „) no longer rises in 
proportion to the current strength. As a consequence, the 
fraction no longer remains constant, but rises steadily with J 
an increasing value of C — that is to say, the secondary!! 
machine will run with less and less speed as the load is'l 
increased. 

It still remains for us to consider what further modifications 
will result in the case where the motor and the generator 
differ both in form and degree of saturation. A graphic 
delineation of the equation E^ = E - C K may easily be 
obtained by plotting the internal characteristic of the primary 
machine together with the straight line C R. As, however, 
the drop of pressure 
in the secondarj- 
machine is still an 
unknown quantity, we 
will base our calcu- 
lation on a permis- 
'"^ sible limit, which we 
will endeavour sub- 
sequently to attain 
by a suitable design 
of the winding. 

When the losses in 
the leads are relatively 
great, it is of little 
■consequence if the other losses found in practice differ slightly 
from those previously obtained from calculation. 

In order to allow for the influence of the armature reaction, 
iho calculation of which is extremely complicated, it will 
»t present suffice in most cases to estimate the total loss 
at double the loss due to the armature resistance. 

If the ordinates of the primary- characteristic be diminished 




I 

I 
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rA/VWlMr 



by the corresponding magnitudes, C , R, we shall obta.in a. 
new curve, termed the secondary or^ internal characteristic (see 
Fig. 52). Consequently, the motor may be dealt with by 
a method similar to that applied to the generator; it will 
suffice to determine how the ordinates of the characteristic 
and those of Curve III. can be made to correspond for the 
same current strength (not the same number of ampere- 
turns). 

A rapid comparison of the two Curves I. and III., 
makes it at once evident that constancy of speed in the 

secondary machines can only be obtained r 
even when high saturations are employed, 
when the average degree of saturation 
in the motor is higher than that in the 
.y^Y^^ generator. Due to this favourable cir- 

V ly^ cumstance, we may give slightly smaller 

dimensions to the motor than to the 
generator. Further, when the load varia- 
tions are inconsiderable, it is naturally 
only requisite that the secondary charac- 
teristic should coincide with Curve III. 
at those points between which the actual 
fluctuations in the current occur, whilst 
the remaining parts of the curves may 
take quite different courses. 

For the rest, the secondary characteristic must not curve 
too sharply, because abrupt bends are only attainable with 
the co-operation of a strong armature reaction, a condition 
which is very apt to induce violent sparking at the brushes- 



-o- 
-o- 
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The Shunt'Wound Machine, 
(See Fig. 53.) 

The current flowing at any time through the magnet 
windings is expressed according to Ohm's law — 

where R represents the collective resistance of the magnet 
coils connected in series between the two brushes., ^^ njrj^.. 
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As in this type of machine the exciting current is com- 
paratively independent of the external circuit, it naturally 
follows that with constant armature speed the pressure 
between the brushes (apart from a relatively slight drop of 
voltage in the armature, due to the combined effects of 
resistance and armature reactions) will vary only within 
relatively narrow limits. This feature renders this type of 
machine particularly suitable for installations where the total 
resistance of the external circuits is relatively small. Shunt- 
wound machines possessing high armature resistances con- 
stitute exceptions to this rule. 

Before entering into calculations for shunt winding, we will 
S3mibolise the necessary values respectively as follows : 

Let Cm Nto = requisite number of ampere-turns per magnet 

coil; 
s = cross-sectional area of the magnet wire ; 
L = mean length of a single turn of the magnet 

windings ; 
E = pressure between the brushes ; 
Nm = number of turns per coil ; 
N'to = number of magnet coils connected in series ; 
C = total armature current, and 
C,^ = 6 C — current flowing through the magnet windings 

(100 . € = per cent, loss) ; consequently 

E E 



C,„ ~ - - 



N,nN' 



m i-^ m 



60 . S 



From this the value of s may be computed ; but in consequence 
of the increase of resistance with the rise of temperature, about 
20 per cent, must be added to the calculated result. Then 

s = (CmN^) N^nL ,g2j 

E50 

This formula, it may be observed, also holds good for series 
machines. 
Further, as Cm = s . c, we can also write 



N„, N'^ L = -^-5^ (63) 



c 
wherein the total length of wire is indicated on the left. 
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Cm N,n denotes the number of ampere-tufns pet 'magnet, 
and is, therefore, initially determined, as is likewise the case 
with regard to E (the pressure between the brushes), while L 
is only ascertainable from the structural dimensions of the 
machine, and must be estimated approximately. 

Since it is advantageous, in order to avoid the use of two 
thin wires, to arrange all the coils in series (N'^ being then 
equal to the total number of coils), s preserves a definite value 
for every machine, quite independent of the respective exciting 
current strengths. We have now only to determine the 
number of the turns per coil — 

^^^ CmNm „ C^N^ .... (64) 



'm 



Example i. — A small machine with a terminal pressure 
of 25 volts requires an excitation of 2,500 ampere-turns 
per magnet coil. Let the mean length of a turn be 
L = 064 m., then the two coils being connected in series 
N'^ = 2. What must be the diameter of the wire ? 

According to equation (62) : 

, ^ Cm N,. . N-^ L ^ 2,500 X 2 X 0-64 ^ 2.56 ^^ 
E . 50 25 X 50 

The diameter corresponding to this section, according to 
Table II. (at the end of the book) = i"8 mm. 

Example 2. — It is required to so proportion the shunt 
winding of a two-pole machine, giving an output of 
250 amperes at 5 volts pressure, that the shunt current 
does not exceed about 7 per cent, of the total curretit 
generated. How must we proceed ? 

Let Cm Nm = 4,300, and l = 0*5 m. The two magnet 
coils being connected in series, N'^ = 2. 

According to equation (62) : 

s = 4>3QO X 2 X o 5 _ ^ square millimetres. 
5 X 50 

Further, equation (56) gives us : 

Nm = ^IlL^m « — 4>300 — = 246 turns per magnet coil. 

€ . C 0*07 X 250 

• In connection with the foregoing remarks, there femains 



still another question for consideration — viz. : What effect 
would be obtained if we arranged the two magnet coils of a 
two-pole machine in parallel instead of in series ? 

A solution may easily be obtained. 

Denoting by r the resistance of a single magnet coil, then 
for series connection 

R = z ,r, 
whereas for parallel connection 

R = 1- 

2 

The total Row of current through the magnet windings 
would, therefore, be ^^-^ = four times as great in the latter 



as compared with the former case ; and since this total 
current flow is divided equally between the two coils, we 
obtain as resultants: 

Ampere-turns =• ' ■ - Nm = 2 Cm N,„. 

2 

Under certain conditions this method might be employed 
as a makeshift, should a machine, during its test, prove of 
too low a voltage. Such a procedure is, however, always a 
doubtful remedy, and for this reason too much care cannot 
be bestowed upon calculations relative to the shunt windings, 
since unwinding the coils after the machine has once been 
constructed will entail much expense and loss of time. On 
the other hand, a possible heating of the magnets might be 
remedied by adding more turns in series with the original 
coils. 

For the charging of accumulators, shunt-wound dynamos 
are almost exclusively employed. It is always advisable when 
putting down plant fur accumulator charging to insert a 
minimum -current cut-out in the main circuit, so that the 
connection between the dynamo and accumulators may be 
automatically broken should the current generated by the 
tnachine sink below a certain minimum value. An example 
will show the advantage of such an arrangement. 

Let us suppose that from some cause or other the dynamo 
belt should slip off the driving pulley; a back current from 
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the accumulators will at once result. If the dynamo happens 
to be running at full speed at the time, this will, indeed, 
have no detrimental effect, the machine then simply conr 
tinuing to run as a motor with the same direction of rotation. 
Should, however, the contrary be the case, which is perhaps 
the most probable contingency, then the battery of accumu- 
lators will be short-circuited through the extremely low 
resistance of the almost stationary armature, and thus 
exposed to injury. This action of the battery might, 
indeed, be prevented by the insertion of protecting fuses 
in the circuit, though this method does not always suffice 
to prevent a reversal of the magnet poles — a phenomenon 
which the author has often observed with machines of the 
well-known Manchester type. This fact would appear in 
the light of a contradiction to the theory of shunt-wounc^ 
dynamos, in so far as the magnetising current has the 
same direction of flow in either case. 

.The explanation is manifestly attributable to the fact that 
through the short-circuiting of the battery through the 
machine, and consequent sudden increase of current carried 
by the armature, a reversed current is induced in the field- 
magnet coils. Besides this the original exciting current 
naturally decreases as a simple consequence of the diminished 
pressure ; the magnetic field at last vanishing entirely, or 
even becoming reversed by virtue of the current induced by 
the variation of the armature current. 

The employment of a single machine for charging purposes 
is always attended with certain disadvantages. Thus, since 
the voltage of the accumulators rises towards the end of 
the charging process by about 35 per cent., the dynamo 
must necessarily be designed for this maximum pressure, 
and is, therefore, during most of the time of charging, very 
weakly saturated, a condition which is liable to cause 
sparking. For this reason, supplementary machines, or 
boosters, are employed in nearly all large central supply 
stations working with accumulators. These boosters are 
arranged so that they may be switched in series with the 
principal generators, and thus, when required, made to furnish 
the additional pressure requisite to complete the charging 
operation. But, as at the same time with the increase of 
back pressure from the accumulators a corresponding decrease 



of the charging current must perforce occur, it becomes 
evideot that the boosters may be designed for a somewhat 
current capacity than the primary machioes. 



RigHlation of the Exciting Current i\ 
An inspection of the equation ( 



I Shunt-Wound Machine.- 



R 



makes it obvious 



that by inserting a variable resistance in the shunt circuit 
of a dynamo we are enabled to modjfy C,„, and consequently 
also the terminal pressure of the machine, at our pleasure. 
As. however, the latter is not proportional to the exciting 
current, C„,, the necessary value of such resistances or 
rheostats, which, unless under special circumstances, are 
^nerally designed for controlling from 5 to 10 per cent, 
of the total pressure, 
depends principally 
upon the degree of 
saturation of the 
particular machine 
in question, and will 
therefore be greater 
in proportion as the 
saturation is greater. 
Example. — Let Dia- 
gram 54 represent 
the magnetisation 
curve of a lighting 
machine with a ter- 
minal pressure of no 
volts at a constant . 
armature speed (700 
revolutions per 
minute), the resist- 
ance of the magnet 
coils in series being 
22 w. 
It IS required to design a regulator which will enable i 
10 niiiinlain the machine's voltage constant, notwithstanding 
i speed variation of about 28 per cent. (14 per cent, above 
jJid 14 per cent, below the normal). How must we proceed 
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to calculate the necessary resistance? For the time being 
we will disregard the armature resistance. 

It is obvious that, with constant excitation, the pressure of 
the dynamo will rise or fall in proportion as the armature 
revolutions are respectively augmented or decreased. On the 
one hand, we have 1*14 x 700 = 800, and on the other, 
o'86 X 700 = 600 revolutions. In order, therefore, to maintain 
the original tension of no volts, with the revolutions at 14 per 

cent, above the normal, the excitation must be so far reduced 

Rno 
that the corresponding pressure multiplied by the ratio — 

700 

still gives no volts as resultant — that is, we seek the exciting 

current corresponding to no x Z — = 96*4 volts. This is 

800 

3*1 amperes. 

At normal speed the excitation equals 5 amperes, and 

at 600 revolutions ( no . ^ — «= 128 volts ), it will equal 

^ 600 / 

8'3 amperes. 

Assuming that at 600 revolutions the whole of the resist- 
ance is switched out, it follows that the resistance offered 
by the magnet winding should be equal to 

no 

8*3 

and the regulating resistance should be equal to 

T3 no 

Rj = — - 13-3 - 22 CO. 

3*1 

The above process presupposes that the armature carries 
no current. If the dynamo is loaded, and if we are to take 
account of the consequent fall of pressure, the conditions 
will differ entirely. Let us suppose, for instance, that the 
fall in pressure at full load amounts to 8 per cent. 

The requisite E.M.F. would then be = 120 volts at 

0*92 

700 revolutions; 120 . f — = 140 volts at 600 revolutions: 

600 

or no . ^ — = 96 volts at 800 revolutions and light running ; 
the corresponding exciting currents being respectively 6*6, 11, 



Eod j'l amperes. Consequently, the permissible resistance ^^| 
of the magnets = — ^ = ro w. while that necessary for the ^^| 

rheostat coils - — - - lo = 255 w. ^^| 

It may be mentioned here that the above example is only ' ^H 
BBtended to illustrate the method of calculating. Such ^H 
fluctuations of speed would, as a matter of fact, scarcely be ^H 
met with in general practice. ' ^^M 

It is clear from the foregoing that the exciting current varies ^^M 
between yi and 11 amperes, which means that the rheostat ^^M 
with its maximum resistance switched in must be capable of ^H 
continuously carrying a current of 3'i amperes, while the last ^H 
toils should be of sufficient capacity to carry 11 amperes ^H 
for an inde6nite time. ^^M 

, Since the resistance of the magnet winding increases with ^H 
the rise of temperature, it follows that the current flow ^^M 
Correspondingly decreases, and hence the necessity, when ^^M 
starting the machine on a load, of switching a certain ^^M 
resistance into the magnet circuit which will have to be ^^M 
gradually switched out again as the temperature rises, even ^^H 
without additional load coming on. ^H 

.Automatic regulators are often employed where great varia- ^^M 
tions of speed occur, and to compensate the fall of pressure ^^M 
arising from armature loss and armature reaction. Similarly^ ^^M 
where traction plants are running in parallel with accumu- ^^H 
lators, it was formerly a general rule to provide the latter with ^^H 
an automatic regulator. Experiments which were conducted ^^H 
jointly by the Oerlikon engineering establishment and the 
Haagen accumulator works relative to such installations d 

I showed, however, that up to a certain point a similar result 
might be obtained by dispensing entirely both with the ^^H 
electrical and engine regulators. i^^H 

(Respecting the traction plant installed at ^iirich for runnings ^^H 
the electric street railway there (the first installation, by the ^^M 
i way, worked from accumulators at a central station) the ^^| 
I automatic regulation has been given up. ^^M 

I Runmug Shunt-lVouttd Dynamos in Parallel.~ln installa- ^H 
I lutis comprising two or more units it is customary to ^^M 
L nm them all In parallel, for the following reasons : (i)- ^B 

^ ■ 
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To balance as nearly as possible the unavoidable variations 
in speed to which the driving motors (steam-engines, etc.) 
are liable; and (2) in order, in the event of the disable- 
ment of one machine, to be able to transfer and distribute 
its load evenly between the remaining machines, without 
interrupting the supply. 

A method frequently employed in earlier practice when an 
additional machine was to be switched in parallel, was to run 
it up on a so-called lamp battery, or let it work at first on a 
variable resistance. Fig. 55 represents such an arrange- 
ment : A A are the ampere-meters, and V the voltmeter. 




Fig. 55. 



Let us suppose that machine I. is already working, and 
machine II. is required to be put in parallel. It is obvious 
that before machine I. could have been run up separately on 
the 'bus bars, the contact lever, 6, must have been thrown over 
so as to break connection between machine II. and the 
external circuit. In such a position it may complete the 
circuit to the lamp battery. We now start the second 
machine, bringing it up gradually to full speed, then switch 
in successive instalments of the lamp battery and adjust the 
excitation by means of the hand regulator, R, until the voltage 
and load of the machine are equal to those of machine I. 
This may be determined by observing the voltmeter and the 
two ampere-meters. When this has been accomplished^ the 
two machines may be connected in parallel by pulling over 
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ever b, but attention must subsequently be given to keep tht; 
load evenly balanced. Such a lamp battery is. however, by 
bo means indispensable ; on the contrary, the same end 
may be attained in a simpler manner, for instance, by 
running up the speed of the new machine on open circuit 
tmtil it has attained a suitable value, at the same time 
adjusting the pressure to be i to 2 volts less than that of the 
iinachine already on load. We then close switch h (Fig. 56), 
afterwards regulating the shunt resistance until either machine 
IS taking its fair portion of the load as indicated by the ampere- 
meters. With due care in performing the operation, a rise of 
pressure may be entirely avoided. 

Experience has proved that shunt-wound machines with 
very low saturation will not 
run well in parallel. It is 
likewise inadvisable to run 
machines of different out- 
puts and held strengths 
upon a common network 
of mains which is subject 
to great and sudden load 
variations. Trials which 
were conducted some years 

J at one of the tramway 
centra] depots of Baltimore 
(Marj'land) only succeeded, 
according to the reports of 
the resident engineer, after 

the two machines in ques- lie;, jtj. 

tion had been modified until 

their characteristics exactly corresponded within the limits in 
which the load variations occurred. The author met with a 
similar experience some few years back, with four machines 
of two different capacities running in parallel, on the occasion 
of the exhibition in Hamburg. During periods of light load 
ibeir ampere-meters were very unsteady, swinging continually 
firotn zero to maximum and vice vend, an approximately 
steady balance only being obtained on full load. 

Compound-Wound Dynamos. (Figs. 57 and 58.) 

We have seen that with series-wound machines the brush 
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voltage increases with an augmentation of current arising 
from a lowering of the external resistance. With the shunt- 
wound machine, on the other hand, an increasing load gives 
rise to increased armature loss, and consequently results in 
a diminution of the terminal pressure. By combining the 
two methods of winding, we are therefore enabled not only 
to construct a machine which will generate at an absolutely 
constant terminal pressure, but also, should it be desirable, 
by so-called "over-compounding," to maintain constant the 
difference of potential at the farther extremities of the 
distributing leads. 

An example will make clear the peculiarities of the latter 
method. Let us assume a condition in which the distributing 
network of conductors is situated at some distance from the 




^-O 




Fig. 57. 



Fig. 58. 



generator, the total drop in the leads at maximum load 
amounting to about 14 per cent, of the dynamo voltage.* 
It is obvious that under these conditions, even with a constant 
difference of potential between the brushes, the pressure at 
the remote ends of the distributing leads will never remain 
constant, but will vary from o to 14 per cent, according 
to the load. The natural consequence of this will be, on the 
one hand, a want of uniformity in the illumination over 
different sections of the network, and, on the other, too high 
a voltage for the lamps that may remain burning after most 
of the load has been switched off, whereby their lives will be 



* In practice this percentage should never be so high. 
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appreciably shortened. These disadvantages might, indeed, 
1)6 overcome by means of suitable mechanical or electrical 
x^^ating devices; but this would, to say the least, always 
involve complications and additional expenditure, whereas in 
the over-compounding method of winding we have a far 
simpler remedy for the difficulties. 

As an illustration, we will take as our generator the shunt- 
wound machine mentioned on p. 91, assumed to be pro- 
-vided with a special compound winding (Fig. 58). 

Let the pressure between the ends of the line = 110 volts, 
the number of lamps = 500 ; and therefore 

Strength of the current = 250 amperes 

Resistance of the mains ... - 0*05 ohm 

,, „ compound winding = o*oo8 „ 

,, „ . armature = 0*016 „ 

Loss of current in the shunt winding 
(3 per cent.) = 7*5 amperes. 

The loss of pressure in mains and dynamo is, therefore, b}* 
Fig. 58 

250 (0*05 + o'ooS) 4- (250 + 7*5) o 016 --= i8'6 volts. 

To this must be added the loss of pressure arising from 
•armature reaction, which we estimate at 7 per cent. 
= 9'4 volts. 

Therefore, if 1 10 volts are to be obtained at the end of the 
main, the E.M.F. of the machine must be 

E = no 4- i8'6 + 9"4 = 138 volts. 

Say that the trial design (Fig. 54) has 600 windings 
per coil,- according to the magnetisation curve it requires 
10*5 X 600 = 6,300 ampere turns to produce 138 volts. 

If instead of 500 lamps only a few are switched on, then 
the current falls to zero, and the loss of pressure may be 
practically considered as nil. The dynamo has, in consc- 
Kiuence, to produce no more than no volts, and as the 
•compound winding does not produce any effect at no 

7 
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load, the shunt winding alone must be able to produce 
no volts. The necessary number of ampere-turns is 
5 X 600 = 3,000. 

It is clear that the excitation of the shunt is not constant, 
but increases with the load ; this allows of somewhat 
smaller compounded windings being used. At full load we 
get at the terminal of the shunt a pressure of 

138 - 9'4 - (250 + 75) o*oi6 = i24'5 volts. 

The current increases, therefore, in the thin windings at 
the ratio of — 3_5 = 1-13, and the acting number of ampere- 
turns rises to 3,000 . i'i3 = 3,400 ampere-turns, so 6,300 
- 3>400 = 2,900 ampere-turns still remain for the compound 
windings. 

We can now proceed to the calculation of the thickness 
of wire and length of turns. 

Length of a shunt winding, L = 0*78 m. 
Length of a compound winding, l' = i m. 
Number of coils, N'„, = 4. 
Loss of pressure in series winding (i'8 per cent.), 

e E = o"oo8 . 350 = 2 volts. 

Loss of current in shunt winding (3 per cent.), 

e C = 0*03 . 250 = 7"5 amperes. 

Applying equations (62) and (64) we iind — 

(a) Shunt winding — Section of wire 

^ ^ (C^ . N„ ) N'.„ L ^. 3.000 . 4 . 078 _ „„,. 

E . 50 no . 50 

Number of turns per coil 

N. - (-9».Nji) ^ MOO , 
« C 7-5 



N« = 




' (about) 12 windings. 
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(*i Compound winding — Section of 
^ ^ ( C„ N„ ) N'„ l' _ 2.900 

e . E . 50 2 . 

' Number of windings 

(C„ N„ ) _ 2,900 

"" C " " 250 " 

If it is found afterwards that the compound winding acts 
too strongly, method Fig. 57 may be used, by which the ' 
pressure on the shunt does not increase too much. 

If the machine is to give a constant voltage, the calculation 
is simplified by using above Fig. 57, as in this case the 
difference of the pressure on the shunt winding remains 
constant; besides, this has the advantage that method Fig. 58 
may be used afterwards all the same in case the compound 
winding is not sufficiently effective. 

A glance at the magnetisation curve is sufficient to show that 
the working saturation has to be chosen in such a manner 1% 
that from no load to full load the Hux rt-mains nearly pro-] 
portionate to the excitation. If this rule is not observed, it \ 
may easily occur at half load that the potential difference is I 
too large. Just as shunt-wound machines are regulated, so 
also are compound machines — that is, by the insertion of a I 
variable resistance in series with the shunt winding. 

Compound machines are not adapted for charging accumu- 
Ifttors, because, in the eventuality of a back current from the 
batter)', the magnets become reversed, causing, maybe, a 
short-circuit. Nevertheless, necessity may, under certain 
circumstances, dictate their employment for the above- 
mentioned purpose, as. for instance, when a compound 
machine happens to be already installed and it is subse- 
quently desired to supplement the plant with accumulators. 
1 such an event, no care should be spared in arranging the 
rctiuisite preliminary details, if it is wished to preclude the 
possibility of breakdown. 

At the electric tramway depot in Zurich, where compound 
machines are installed, the compound winding is entirely 
Bwitched out during parallel working with the accumulators, 
pnly being employed when the machines are running clear. 

Compound machines are indispensable for electric tramway 

7* 
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either by switching extra resistance into the field circuit or 
diminishing the speed. 

B. Comparison between the Three Methods of Windlncr for 
Dynamos Designed for the Transmission of Energy- 

The Scries Machine Considered from a General Point of Vien*. 

The electrical phenomena arising during the transmission 
of energy by means of two series-wound machines may be 
summarised in the following manner : 

Every variation in the load on the secondary machine is 

attended with a corresponding increase or decrease of the 

total current flow ; hence, as the terminal pressure of the 

generator is dependent not only on the armature speed but 

also upon the field-magnet excitation, it follows that the 

pressure at the terminals of both the generator and the motor 

will vary within considerable limits, according to the load 

and resistance of the leads. The variable values relative to 

the secondary machine are thus : (i) the terminal pressurt^ 

El = E - C R ; (2) the total induction, 0, generated by the 

magnet windings; hence, a constant speed is only possibk' 

E 
so long as the quotient given by maintains a constant 

value, no matter how great the fluctuations in pressure 
may be. 

Hence it becomes obvious that, when constant speed is 
required, the coupling in parallel of two or more series 
motors, of which, perhaps, only one is subject to considerable 
variations of load, with a single series machine acting as 
generator, is quite impracticable. Each variation in the load 
upon the (;ne motor will cause a corresponding change in 
the current generated, consequently also a fall or rise of 
the terminal pressure of the generator, thus affecting all 
the motors, not, however, weakening or strengthening their 
respective magnetic fields in the same proportion, so that 
the s})C('(ls of the several motors must, perforce, considerably 
differ. This disadvantage is partially avoided by the arrange- 
ment shown in Fig. 61. Should, for instance, motor (i) 
happen to be carrying the heaviest load, the current flowing 
through armature (i) would distribute itself evenly between 





r 

L all three magnet windings — assuming, of course, that the 
latter arc of hke resistance. It is just at this point, however, 
that the difficulty arises, since it is practically impossible to' 
adjtist the several resist- 
ances to be exactly equal. 
Moreover, it is frequently 
necessary to d ri ve a 
I Dumber of motors of 
-different powers from the 
same generator, in which 
event the above-men- 
tioned condition is. in 
.any case, unattainable. 
An arrangement such as 

shown in Fig. 62 is, therefore, toibe preferred, providing the 
motors are not situated too far apart ; here the resistances 
■of the magnet coils do not come into account. 

The running of series machines in series, in spite of a 
-considerable initial saving in the cost of leads, always has its 
disadvantages, for certain diflicuhies are always experienced in 
switching single motors in or out of circuit. In fact, without 
-special provision? for regulation, those motors which may 
remain on circuit after the withdrawal of one or more of 
their companions will be subjected to an acceleration of 
speed. 

Where several generators are employed, this might certainly 
be remedied by withdrawing a number of generators equivalent 
to the motors ; this, how- 
ever, as alt who have 
had experience in such 
installations will know, 
is not always a simple 
matter of accomplish- 
ment, especially when 
each generator is sepa- 
rately driven by a turbine. 
1 11; '-2. On the latter account 

preference is given to a 
system whereby both generators and motors are supplied 
with automatic regulating apparatus designed to maintain a 
constant current in the former and constant speed In the 
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latter. Naturally this conduces to no slight complication of 
the installation.* 

In order to keep the initial cost of cables within the lowest 
possible limits, and at the same time to be able to switch 
in or withdraw the motors as desired, the so-called three- 
wire system or a multiple -wire system is often employed.! 
Fig. 63 represents the plan of a three-wire system. 

So long as the two motors are equally loaded, the conditions 
will be the same as with four machines coupled in series ;. 
there will be no flow of current through the middle wire, 6. 
Should, however, this load balance between the two motors 
be disturbed, there will arise a flow of current through fr 
ecjual in value to the difference between the armature currents 

of the two secondary 
OBNER^TORS. machines. In event of 

one motor running light 
or being entirely with^ 
drawn, b would, of 
course, be called upon 
to carry the maximum 
current. The carrying 
capacity of the middle 
wire should therefore be 
equal to that of either 
of the outer ones, or 
even greater; for other- 
wise the terminal tension 
of the remaining motor 
would be subject to- 
considerable fluctuations. This arrangement certainly does 
not conform to the requirements for perfectly constant speed 
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Fig. 63. 



* Alth()uj;h a niiml)or of ix>wcr transniissiim installiilions (for the most j^>art working 
at considerable pressures over long distances), established according to this system by 
ihc Compagnie de I'lndustrie Electri(]ue, Geneva, have lx;en running for !«oine years, 
thus dispersing all doubt as to the practical)ility of the method, the author feels that 
in this Ciise the use of continuous currents has reached its limits, and might with 
advantage be replaced by alternating currents. However, systems of distribution 
Nsith series motors may l)e advantageously used when it is necessary to utilise the 
energy of a waterfall of variable height ; in this case the variations in the frequency 
of the current pnxluced in alternating machines introduce great difficulties. 

t In the Steirmiiehl system, laid down by the Oerlikon Company, eight dynamos 
arc coufiled up on this s>'stem. 
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of the secondary machines on all loads, hut in many cases 
small fluctuations of speed are of no consequence. 

Proceeding to the consideration of power transmission over 
great distances with the use of two secondary machines, the 
question arises as to whether or not the three-wire system i» I 
preferable to the two arrangements previously mentioned. 

On this point it is naturally impossible to draw rigid 
conclusions, since local conditions always constitute theJ 
governing factor. It is a well-known fact that, by giving 
sufficient attention to details, direct -current machines* 
(especially where ring armatures are employed) may be ' 
designed for pressures up to 3,000 volts, and higher. More- 
over, it is agreed that a pressure of i.ooo volts is just as 
dangerous to human life as one of 2,000 volts, while it must . 
be further borne in mind that two primary generators ofB 
equal outputs cost considerably more than would a single! 
machine of double the output of either. Nevertheless, 
decision in favour of the three-wire system may often be 
traced to local conditions; sometimes it is adopted for the 
sake of greater security in working, at others because it is -, 
Jesired to utilise two different sources of water power for the I 
combined transmission scheme. 

For certain reasons that may be easily understood, the 
Iriving of series motors from a current source at constant 
pressure is avoided when the motors are liable to great varia- 
tions of load or momentary periods of light running, as in 
the event cf such an occurrence the exciting current would 
sink almost to nothing, and the armature would commence 
lo revolve with alarming velocity. . 

Si-riis Motors Joy Tramways. I 

For traction work, where the motors are directly coupled 
with the axle shafts, so that they can never by any means 
run light, series machines obtain the preference, since, besides 
greater efficiency of insulation, this type possesses various 
advantages appertaining to starting, control of speed, andl 
so forth. • 
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As is well known, electric tramways may be worked on 
two distinct systems : (a) by means of accumulators, whereby 
the driving power is carried on the car itself; (6) by means of 
overhead or underground conductors connected with a central 
generating source. 

It stands to reason that the methods of electrical control 
must differ correspondingly. When accumulators are 
employed the matter is, indeed, very simple, the whole 
battery being divided into equal and independent sections 
and wires run from the terminals of each to a special con- 
trolling apparatus. In starting a car all of these sections 
are grouped in parallel. As the resultant E.M.F. is very 
low, the car starts at a small velocity ; to accelerate the 
speed, successive groups are switched over in series as 
required, until at maximum speed the whole are so disposed. 

The methods of control in the second system are entirely 
different. 

From what has previously been said, four methods may 
be conceived by which a regulation of the speed might be 
accomplished : 

I. By inserting a variable resistance in the motor circuit 
so as to regulate the terminal pressure in conformity with the 
speed. 

J. While maintaining a constant pressure, the number of 
airipcie-iurns comprising the field winding may be varied by 
means of a controller similar to that mentioned in connection 
with nccuinulator working, whereby the saturation of the field 
is siiit,'Ll)lv modified.* 

5. In pnictire the above two methods are also employed 
in conjunction ; this is the most satisfactory means of control. 
Whilst, however, some designers employ a special set of 
resistances for switching in series with the field circuit, others 
(notably the well-known American engineer. Mr. Spraguc) so 
propfMtion the resistance of the magnet coils as to obviate 
the n^rcessity ftjr a supplementary resistance. Hut whether an 
advantage is th(Teby gained may, perhaps, be doubted, since 
undue heating of the nKi]L;nct coils, and consequent detriment 
to their insulation, must result. 

4. Should the car be equipped with two motors, both may. 

• The fii-.i apjilicaiiiui <jf this method was iiiaile hy Miircol Dcpixv. as early as lS8j 
^La Lumitfc Elect riqut^ April n, 1SS5). 
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on starting, be put in series through a resistance. The initial 
:d is in this manner very much reduced. In order to 

increase the velocity, successive resistance coils are switched 

oal, and ultimately the two motors are coupled in parallel. 
The theory of tramway motors and their control constitutes 
subject of such importance to the electrical engineer of the 

present dav, that we will here consider the matter a little more 

fnUy. 

The velocity of a motor is given by the formula — 

- E - 60 . lo' * /, 
N.0 ' ■/■ 
It will, however, almost invariably be found more con- 
venient in practical calculations to use the car velocity, i', 
in metres per minute, rather than the revolutions, >i. 

Let D represent the diameter of the car wheels in metres, 
and a the ratio of the gearing, then 



E.60. 



O ir 



N.0.^ ■ a ■ 
in that which follows, only series motors will be dealt VfiS 
the peculiar type of their characteristics eminently adapting ] 
ibem for traction work. 

The condition common to the great majority of lines of / 
i^multaneously running numerous cars conduces to the n^ain- 
lenance of a constant li.M.F. in the generating station, so 
-that the pressure between the motor terminals need only I 
diKer by the amount representing the drop of E.M.F. in the J 
inductors. 

Let ns designate by P the weight in tonnes* to be propelled I 

by the motor— I.e., weight of the car plus weight of load ] 

plus weight of the electrical equipment ; 

V, as above, the car velocity in metres per minute; 

a, the coefficient of traction = 10 to iz for tramways, and 1 

4 to 6 on railways ; 
0, [be per i.ooo gradient. 
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The effective propelling force demanded from the motor will 
then be 

H.P. = ^P(« + ^J •(65) 

75.60 

or with a commercial efficiency f we may ascertain the 
current absorbed. 

C = 9-_8i V P(a_t.^) ^ ^^^^^ .via ^8). . (66) 
E f 60 

where P, E, and f are taken to be constant. 

The latter formula serves to ascertain the current and the 
velocity of the car for any gradient. To this end we fit the 
motor with a brake, and then note the revolutions made by 
the armature and the corresponding current, the E.M.F. 

remaining constant. By adjusting 
I the bearing pressure of the brake 

\ to represent the different additional 

\ resistances to be overcome in as- 

\ cending various inclines, a complete 

N. set of tests may be made and the 

itl^^^^^--^ results graphically plotted out : 

^^^""^ I here, instead of the revolutions, it 

^^'^'^^^ \ i is customary to set down the 

Cu^Sckr. equivalent velocity of the car, or 

* '^- ^4- else to give both values. Fig. 64 

represents such a characteristic. 
Even before the motor is constructed this curve mav 
easily be calculated out and plotted ; regard must be 
given to the fact that the actual number of revolutions 
does not attain to its theoretical value for a given current. 



• A nielhod precisely similar to that used in this problem may be cmployetl when 
llie (lata j^iven are in the Knjjlish system. The characteristic is then drawn with 
miles per hour as ordinate:*, instea<l of metres fcr minute^ as in Fig 65. The 
forinul.L- used take the following forms : 

,. .| , , X D // E X 60 X lo* X /i o 0114 D ir 

V (in nnles |K'r h(Hir) = = *— . — _^ — . ; 

5,280 a N.0./ 5280 a 

11.1'. = 1:609 X ■■oi6r.l-(a + ,J) = o-oo6 i- P (« + ^) . . . (65) 
75*9 X 60 X 60 

C='*'46^'I'<« + ^) = /z,(a + ^) (66) 

In these formula: P may be tiiken either in tonnes or tons (se« note, p. 107). 
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We thus have two unknown quantities, C and v, which 
must fulfil the conditions: (i) that they be inchided in the 
characteristic; and (2) that they satisfy equation (66). 

The problem involved is a very simple one.* We 
calculate C for any v, and then draw from x, the point 
found, a straight line, O.t, through the origin of co-ordinates 
Now produce the line O.t; until it cuts the characteristic in .v,. 
The co-ordinate corresponding to the latter point gives uSJ 
the actual velocity of the car I'l. corresponding to a current] 
consumption C,. I 

In making such calculations one naturally sets down for m 
a value approximating to the minimum velocity, except when] 
it is desired to ascertain the speed which will be attained by| 
the car on downward gradients, in which case it is preferable,] 
for the sake of greater exactitude, to use a greater value for r. 

Example i. — Let it be required to calculate, on the basis of 
certain given conditions, the ratio between current consumed 
aod the resultant velocity in ascending various gradients with 
a car accommodating 32 passengers. Let the maximum 
gradient amount to 50 per 1,000. Further, we will take the 
tractive coefficient at 10 kgrm. per tonne. The total weight 
of the car may now, if we make a prelii 
the weight of the electrical equipment 
follows : 

Weight of car itself 

„ electrical equipment 

,, passengers 



^■80 tonnes. 
... 1-40 „ 

^'24 .. 

Total weight 6^44 ,, 

The maximum tractive power required consequently - 
<io + 5o) 6*44 = 386 kgrm. 

It now remains to decide how far an electrical equipment. 
designed to furnish the requisite horse-power, conforms to 
the above estimated weight, and eventually the calculation 
must be repeated on the basis of the corrt-cted weight, 
However, it will suit our purpose to assume here that the 
initial calculation holds good. Let, moreover, Fig. 65 

*$M nn utiiuir liy ihc iiuihor upou Ihe "Coniiul nf Tramn'^y M»tn 
iltltltknft fur ElittrattfhHik, Vienna, Kcbiuary t iumI 15, 1893) : hinhec, 
"SoIuUiin of Graphical .McihiiUs of Proctiral ijuutioiit Conccrnbg Ciiniinui 
C<ln«nl l>yiinii.B" {Ehkl-otahHiuhi Xiituhrifl. July 19. iSwI. 
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represent the characteristic of the selected motor, which is 
designed for a mean working difference of potential between 
its terminals of 500 vohs and an efficiency f at maximum 
load = 0'82, whence, according to equation (66) — 



= 9'8i • V P (f + _^) _ 9^i_i 



Ef 



• 6'44 (« 



500 X 0-82 X o-6o 

- 0-00256 r (a + fi). 



Further, assuming that v = 195 m. per minute^ we obtain 
the convenient formula 

C = 0-5 (« + ^), 
which is, however, based on the assumption of a maximum 
efficiency, C being, as a consequence, given somewhat smaller 



rpp 








^Vt 




- -,'^Y> 




-T^-- 


^ 


#- " -^ 






^Sj^ 




=^W:,rJLU 


f\ 


'^■ 




tfWs 


\"^ 


dS^^ 


'- 


•-^ 






■ - i 


■^'i 


hn" 


J--— 




' 














-J 




: 


■ 




• 




; 


i^ 


"T i ! 


1 






1 




; 




. 



and ;■ therefore greater thiin is found in actual practice. We 
shall see further on to what correction the result given 
by this formula must be subjected in order to bring it 
into conformity with the requirements of exact calculations. 
For simplicity's sake, let us for the moment assume that 
i maintains a constant value, and the car velocity v ~ 195 m. 
per minute. Hence, when 



^= 10 



o per 1,000, t = 5 amperes. 



.,j8 = JO per 1,000, C = 20 amperes- 
- „ C = 25 ,. 

8 = 50 „ C = 30 „ 

That is to say, every additional 10 per cent, rise entails- 
5 amperes increase of current over and abovethat supplied 
on the level. 

We now draw at a vertical distance, 195 (see Fig. 65). 
the straight line a b parallel to the horizontal axis, and 
mark off with the compasses the above current values. By 
connecting these points with the origin, and extending the 



e. we obtain at the points 
so cut the values required 



rule, for preliminary calcula- 

of the maximum a mean value 



several lines towards thi 
in which the characteristic i 
to a first approximation. 

This method suffices, as a 
tions, the more so if instead 
be set down for f. 

More exact results may be obtained in the following manner : 
We infer from the foregoing that the maximum current — 
ihat is to say, the current corresponding to an efficiency of 
o'Sz — amounts to 31 amperes. It follows that on the level 
there will be still about tj amperes, or, in other words, 
30 per cent, of the maximum current. Assuming the efficiency 
of the motor under these conditions to be 58^ per cent, (a 
figure which we have intentionally placed low in order the 
better to emphasise our illustration ; it is in reality con- 
siderably greater), then for ;8 = o 

„ 82 

C = 5 . — - — = 7 amperes. 

or 2 amperes more than was previously estimated. Whej 
j8 = 50 the difference is practically negligible. 

Thus, in order to determine the exact supplementarj 
current which will be requisite to maintain a velocity qO 
195 m. per minute over any incline, we must, starting from:! 
the point /3 = 50, correct the original figures as follows : 



I 



^ - 50 per 


,000 


C = 30 amperes. 


S - 40 




C - 25 + n-4 - 254 


« - 30 




(■ = zo + 0-8 - 20-8 


$-10 




C = r5 + 1-2 = i6-2 ,. 


|9 - 10 




C = 10 + 1-6 - li'6 


/5- 




f - 5 + 2 - 7 

J 
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For the rest the method of calculation previously g^ven holds 
good. 

In considering gradients with a fall of less than lo per cent. 
^ must be subtracted from a. 

This single example may perhaps suffice to show that 
tramway motors should^ above all, be designed for strong satura- 
tions, so as to avoid a disproportionately high velocity on the leveL 

We will now return to the consideration of the several 
methods of speed control in vogue. 

(a) Control by Means of Switching Resistances in the Motor 

Circuit. 

If we suppose that a motor in driving a car over any 
gradient, without supplementary resistance in circuit, runs 
at a certain definite speed, v, whereby the current consumed 
= C amperes, and the combined resistance of magnet and 
armature amounts to r ohms, then 

E-Cr E-Cr 



V = c 



/(C) 

Further, the energy utilised in watts is gfiven by 

W = C (E - C r) - z£;, 

where lu represents the hysteresis and friction losses. 

In order to reduce the speed of the motor to v, a certain 
resistance, R, must be switched into its circuit. Without 
investigating the correctness of our supposition we will now 
assume that a current consumption C^ results firom the 
modified speed, v^, whence it follows that 

^ E - C, (r 4- R) 

"' TTc^) ' 

and the energy utilised under the altered conditions 

Wi = C, [E - C, (r + R)] - ic'i. 

It is evident that we require the following relation to hold : 

W : \V\ = I' : I', ; 

or, substituting the individual values — 

E-Cr 
C{ E - Cr ) - w /(C) 

C, [E - C, (r + R) 1 - a;, E - C^ (r + R) ' 

/ (Ci) 



-/fC,) 



e have 



E - C, (r + R) 

follows 4 



' and 



Substituting the respective values of ■ 
that C ./(C) = C,/(C,). 

From this equation it becomes apparent that C 
«qna] C,, since if, for instance, C| > or < C, it would follow J 
-that / (C,)>or</ (C), so that the above equation could 
not be satisfied, 

A similar result may be obtained much more quickly i 
regarding the tractive power of the motor as the produo| 
of the current into the strength of the field — that is to"! 
say, C / (C) - C, / (C,). (Compare p. 14.) 

It is thus certainly possible by sviilcking resistance into its 
^circuit to vary the speed of the motor to any degree, the current 
nuanuhile rcmainlnf; invariable. 

If the tractive coefficient equals 10, a gradient of at least 



10 per 



.11 be essential in order that the car should 
start without assistance from 
the motor. Assistance from 
the motor will therefore be re- 
quired in descending anything 
under this gradient. The efec- 
trical resistance necessary to 
be switched into the motor 
circuit on such a slope would 
be inconveniently great on 
account of the small current 
taken. Hence one has to 
remain contented in providing 
|. ,c. 06. ^ resistance capable of keep- 

ing the speed on the level or 
-slight declines (up to 5 per 1,000) within the maximum 
limit, switching out the motor altogether should the speed 
in descending more abrupt gradients become too high. 

Referring to the previous example (Fig. 66), we find that 
Che speed corresponding to a fall of 5 per 1,000 amounts lo 
dwut j8o ra. per minute, whilst the current consumption 
JUDtmnts to 7"6 amperes. Supposing, now, that the maxim 
'^peeil is not to exceed 250 m. per minute, it will be necessary' 
4o reduce the pressure to 
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500 . 5- «= 330 volts. 

380 

Consequently the resistance required 

= 500-330 ^ ^. 

7-6 

r6; Control by Varying the Disposition of the Field Windings 

(Sprague System). 

In the Sprague system each of the two magnet coils is- 
divided into three sections. Each of these sections, together 
comprising the winding of one magnet limb, is, moreover, 
connected in series with the corresponding section belonging 
to the opposite limb. By means of a special form of 
controlling switch, consisting of a drum capable of being 
rotated within a counterpart cylinder fitted with the neces- 
sary engaging contacts, connections, etc., seven modifications 
(as shown diagrammatically in the following table) of the 
connections between the several coils may be made: 



tion. 



Method uf Connection. 



Coils a d c in series. 



2 Coils ^ and <■ in series, a 
bhort-circuited. 



3 Coils /' and c in series, a 
cut out. 



4 Coils a and /' |>arallel, and 
in series with c. 



Coils a and /* in {)aral]el, 
t- short-circuited. 



Coils a and /' in [xirallel, 
c cut out. 



Coils a d c in jxirallel. 



Plan. 



JUWr-AAMAAr 






_^V) 






-(''^'■"A,-''*T- 

\ til / 



— (-MV 




Number of 
Ampere- 
Turns. 



3CNm 



2CN« 



2CNm 



2CNm 



CN 



m 



cx 



m 



CNat 



Resistance of 
a Ma^et 
Winding 



J'' 



2 r 



2 r 



15 r 



0*5 r 



O'? r 



o-33r 



The above resistances are given on the assamptioi 
that the several coils possess equivalent resistances ; in tiu 
original arrangement adopted by Sprague this was 
exactly the case. 

A superficial glance at the above diagrams makes it evident" 
that the respective arrangements 3 and 6 in no way differ 
' from those denoted by 2 and 5, producing identical effects 
relative to the modiiications of the field and of the resistance. 
The number of effective modifications which produce different 
effects is thus reduced to five. At the same time the arrange- 
ments 3 and 6 are indispensable, since otherwise short- 
circuits would be produced when changing over to positions j 
4 and 7. 

Compared with the method of regulation by means of a. 
supplementary resistance, this method possesses the advantage ' 
of greater economy, against which, however, must be set down 
the inconvenience arising from the necessity of so many 
c connecting wires ; further, the winding space at our disposal 
' is somewhat inefficiently utilised in consequence of the : 
increased insulation necessitated. 

As is self-evident, the employment of a special starting^ j 
resistance is also not indispensable with this method. 

However, precisely similar results may be obtained in a j 
simpler manner by adopting the following arrangement : 

(c) Control by Meam 0/ Switching Resistances in Parallel with ( 
the Magnets. 

The peculiarity of this method consists in the employment 1 
of magnet windings arranged to carry a smaller current than 
the armature, and consequently comprising a correspondingly 
greater number of turns. As soon as the current in the 
magnet circuit exceeds the value for which the windings 
were designed, relief is afforded it by switching successive 1 
resistances in parallel. ' 

Curve I (Fig. 66) represents the characteristic of an 
ordinarily- wound motor; further, let »« be the maximum 
velocity prescribed by the police regulation, whilst the 
gradient is denoted by ^1. Should the gradient be greater 
ihan ^j, we must reduce speed by switching resistance into 
the circuit ; this produces a drop of voltage. If, as an 
alternative, we provide the magnet with a winding containing 
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Fig. 67. 



double the number of turns, we obtain characteristic 11., the 
abscissa of which are only half as great as those of Curve i. 
The points where the curve is cut by the radial lines, o jS,, 
^„ etc., lie relatively 
CoNTneT\/tmK much deeper, so that even 

" assuming a gradient 

A - 1 (iSi - a), 
the maximum permissible 
velocity will Qot be ex- 
ceeded. 

The great advantage of 
this system consists in the 
simplicity of the regu- 
lating apparatus, as the 
same resistance which 
serves for starting ma}' 
subsequently be utilised 
for paralleling with the field winding (Fig. 67). The method 
was employed by the author as early as 1-891 on the electric 
tramway at Marseilles, and has since been exclusively 
adopted in connection with the recent tramway installations 
put down by the Oerlikon Engineering Company. 
((f) Series- Parallel System. 
For cars equipped with two motors apiece, various modi- 
fications of the so-called series multiple system are at present 
in vogue. The peculiarity of this system consists in the 
motors being arranged for either series or parallel running, 
according to requirement, being the change over effected 
by means of one or other of the controlling methods 
about to be described. The two best known and most 
extensively adopted types of regulating apparatus for 
accomplishing the desired end are indisputably those 
emanating from the Thomson- Houston or General Electric 
Companies and the Westinghouse Manufacturing Company. 
Without entering into constructional details, it will suffice 
to take a brief survey of the methods by which the current 
strength and resultant velocity over any gradient may be 
ascertained. The different modifications of the connec- 
tions provided for in the systems under consideration are 
given diagrammatically in the following table. 
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The different positions may be easily analysed by taking 
the characteristic curve of a single motor' as basis for 
comparison, and constructing therefrom the curves corre- 
sponding to the remaining dispositions, finally marking off 
the points in which they cut the straight line computed 
from equation (66). 

Although the several dispositions have already, in part, 
been separately dealt with, we shall, for the sake of obtaining 
a clearer survey, now set them together: 



Posi- 
tion. 



Method of Control, 
Westinghouse Company. 



^VWW\r<><>-CKD- 



Method of Control, 
General Electric Company. 



-A/V\rVM3Kl>-CKIH 



8 



10 



-A/\/W\AAr<>0-0 



-^VWWvOO 



1 — \VVT<>-A/V\r<> 

r^'AyO-AMrO 

rVAn<>-^W\r<> 



■AA/V-O 







-A/\/WW\r<><>-C) 



-AMr^VWOO 



rA/WT<>-^W\r-0 

— ^V<>|-A/\/\r<>C>~ 



■AMrOo- 







I. Resistance in the armature circuit (positions i, 2, and 3) 
and armatures in series (Fig. 68). 

Cyrve I. Characteristic for one machine. 

Curve II. Characteristic for the two motors, coupled in 
series, is found by dividing the ordinates of the first by 2. 
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R = the supplementary resistance. 

j^ E a 



(67) 



a = 



RCb 
"E ■ 



2. Arrangements 4 and 5, Westinghouse (Fig. 69). 

I. Curve for a single motor. 

II. and III. Curves relating to the two machines connected 
in series. We have : 

E . ? . C2 + E ^-^ . Ci = c V (a + i8). 
b 





Ci/RfiEMT STRenOTH. 

Fig. 68. 



CURm£HT Strcnoth 

Fig. 69. 



Further, ^ must = ; whence 

b X 



V b(b " a) 



a 



This formula serves to determine C2 and C^. To determine 

R we have : 

Ea 



(Ci - Co) R = 



(68) 



The most expeditious means of attaining the desired end 
is to plot out the respective curves for a single madniie and 
for two motors in series, and then interpolate two intermadiate 



[ -curves, from which a and b may be obtained, and X and C 
j determined, as shown above. Only the value of R now 
remains to be ascertained. 
This is constant for the 
arrangements 4 and 5 ; 
the interpolated curves 
must be modified accord- 
ingly. 

Once more employing 
equation (66), the point ol 
intersection of Curve 11. 
(motor without supple- 
mentary resistance) with 
the radial line will in 
this instance give us the 
required velocity and cor- 
responding current con- 
sumption. 
3. Arrangements S and 9, Westinghouse (Fig. 70). 

I. Curve for a single motor. 

II. Curve for a single motor with resistance in circuit. 

III. Curve for the two motors in parallel, with resistance 
in circuit. 

IV. Curve for the two motors in paraliel, without resistance 
in circuit. 




(69) 



From this equation we construct Curve II., assuming a 
definite resistance, R, the original estimation of which must 
modified according to circumstances. Curve III, is 
obtained by adding together C, and Cj. 

When all the curves have been plotted out and combined in 
ills manner (Fig. 71), we obtain an exact representation of the 
Oethod of working on any possible gradient. The magnitude 
rf the changes of velocity corresponding to different gradients 
ind methods of coupling may also be readily deduced, as well 
Is those changes which will produce perceptible jerks, etc. 

Wbeittwo motors per car are to be employed, it is of prime 

inportance to always pair machines which possess exactly 

lar magnetic properties. This precaution is all the mure 
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essential when the brushes are connected together between 
the commutators and the field-magnet windings. Let us 
consider, for instance, the effects of working with two 
15-h.p, motors (E - 500, C - 26 amperes) whereof the 
one retains 3 per cent, of its magnetism and the other 
6 per cent, when at rest. This difference might arise, quite 
apart from the use of different materials, through unlike • 
boring of the respective pole-pieces. Further, let the drop in 
voltage due to the resistance of the first armature be 3 per 
cent., which corresponds to 0-58 ohm, then in descending 
a gradient a pressure of (o'o6 - o'03) x 500 ■■ 15 volts will 
be generated, which in turn will give origin to a current 



of - 



_i5_ 
■ 0-58 X 



= 13 amperes = 50 per cent, of the nonnal 

For the rest, . experience has shown that under 
certain unfavourable con- 
ditions this current may 
even exceed the normab 
current taken by the 
machine. But since this- 
current is not furnished 
by the supply leads, it 
is naturally of no con- 
sequence regarded in the 
light of a wasteful con- 
sumption of energy ; we 
have, however, to con- 
sider that such a condi- 
tion of things renders 
C u F n~tM T *he motors liable to 

Fu;. 71. considerably greater 

heating, since they arc 
still being heated when descending gradients, which would 
otherwise supply intervals for cooling. 

In designing power stations for traction purposes, besides 
the estimated mean current consumption, the probable 
maximum current must be taken into account. Unfortunately, 
there exists no formula which enables us to calculate the 
requisite starting current with absolute exactitude, but that 
given below, due, as &r as we are aware, to Messrs. Oscar 




T, Crosby and Louis Bell, leads to moderately correct results 
("Electric Railway in Theory and Practice"): 

Starting current C - C ^" "^^ .... {70) 

re C = the current necessary for running on the particular 
idient for which the starting current is to be determined. 
On the level y9 ^ o, so that the starting current is three 
times as great as that sufficient to keep the car in motion 
when once under way. The results given by this fornmla 
<aIso agree very well with actual observations made some years 
since over the 2iirich-Hirslanden line at the instance of the 
Oerlikon Engineering Company. 

Shunt-lVonnd MiKhincs. 

We will now consider the shunt-wound machine in its 
capacity as motor ; we have already seen that, running as a 
generator, a machine of this type — apart from a small loss — I 
Htabtes a practically constant pressure to be maintained, 
whatever may be the variations in the current dt;mand. 
briveo, on the other hand, as motor, a shunt-wound machine 
wUi run with tolerably constant speed on any load within 
wide limits — the working of several machines simultaneously 
1 the same main making no difference. Another advantage 
assessed by motors of this type consists in their magnets 
being always — even during light running— sufficiently saturated 
to preclude burning out of the armature. 

In starting such a motor it is essential to switch a supple- 
mentary — though proportionally very small— resistance into the 
armature circuit, since were a standing shunt-wound motor 
thrown in circuit without this addition the primary machine 
Would be short-circuited and its poles reversed. Overloading 
of the motor may also conduce to a similar resull. The 
employment of a starting resistance is none the less necessary 
even if the primary machine generates at a constant terminal 
', since, as regards the motor, the resistance and 
indnction of the armature circuit are so small in comparison 
ntb the corresponding properties of the magnet winding, that 
I attempting to start without such provisiof^ no appreciable 
t of current through the latter would result ; consequently 
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the torque requisite to set the armature in motion would: not 
be produced. 

An artifice sometimes employed so as to avoid the employ- 
ment of extra resistance in starting shunt-wound motors 
consists in lifting one of the brushes for a short time, thus 
allowing the magnets to become thoroughly saturated, where- 
upon, the armature having been set in the quickest possiUe 
rotation by hand, the brush is again depressed. Such make- 
shifts are, however, to be condemned, since they are v«ny 
liable to occasion injury, not only to the windings, but also to 
the commutator and brushes. 

Should it be desired to vary the speed of a shunt-wound 
motor, this may be accomplished by employing one of the 
types of resistance already mentioned, the proportions being 
naturally selected to correspond with the particular require- 
ments of the case ; or, as an alternative, we may employ, an 
arrangement for grouping sections of the magnet winding in 
series or parallel. With the latter method, however, the 
different arrangements as to grouping effect results which are 
just the reverse of those obtaining with the machine running 
as a generator. * 

Let, for instance, the winding be divided into six sections, 
then denoting by 

E, the pressure between the brushes ; 

r, the resistance of a single section ; and 

N, the number of turns per section, we shall have: 

With all the coils in series : 

C N =^ 6N =:En* 
or r 

With two groups in parallel, each consisting of three coils 
in series : 



tm f 



E E 

i . r r 

With three groups of two coils each : 

5 . ^ r 
With all the coils in parallel : 

C^ N^ - ^ . N« = 6 ^ . N«. 

i . r r 
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The maximum speed, therefore, corresponds to the first, 
id the minimum speed to the last method of grouping. 

is beyond all doubt that the employment of shunt-wound 
Bchines, both as generators and motors, offers, in many 
»e9, decided advantages; this is especially the case if the 
Dtors are to be connected to lighting mains and a constant 
teed at all loads is required, as for instance, in driving 
Kchine tools, etc. Neither do conditions which entail a 
pisiderable drop of voltage in the mains — thus rendering 
'Considerable variation of the terminal voltage possible^ 
ledude employment of shunt - wound motors, for the 
|)e is not highly sensitive to fluctuations of pressure. As 
'triatter of fact, a shunt-wound motor might be rendered 
gnpletely insensitive, between certain limits which will 
( prescribed by the degree of sparking admissible, by 

designing the magnets of the secondary machine that 
leo running light fin other words, when the loss of 
=essure is an almost negligible quantity, and the primary 
id secondary machines, therefore, possess equal terminal 
they are still saturated to a degree sufficient for 
nportionaiity between exciting current and resultant induc- 
to exist. The proof of this may be readily obtained : 



, it follows that v ■ 



, R. 



Experience has shown that the minimum weight of a 
'name is only attainable by working in the neighbourhood 
the " knee ' of the magnetisation curve, that is to say, 
that part of the curve where proportionality between 
^tiction and excitation does not exist. An easy means of 
Oriding for this case consists in employing a compound- 
jund machine as generator and a shunt-wound one as 
itor, obtaining a constant pressure between the terminals 
the secondary machine by over-compounding the windings 
the generator. 

K further advantage accruing to the use of compound- wound 
lamos as generators for transmission work, in preference to 
iple shunt-wound machines, is that they are not liable to 
nagnetisation through overloading of the motor. For this 
son generators for traction work are, with few exceptions, 
un pounded. 

»- * — I I 
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Arrangements for Starting Shunt-Wound Machines. 

Shunt-wound machines require a particularly good insula- 
tion for the field-magnet circuit, to prevent damage being 
incurred in putting them out of circuit. 

This inconvenience can be obviated, to a certain extent, by 
the use of an arrangement which was employed by the author 
in March, 1892, with a portable shunt-wound motor con- 
structed by the Oerlikon Company (Design No. 2,945). Use 
is made of an ordinary regulating rheostat similar to that used 
with a series-wound machine, but in this case connected to the 

terminals of the machine in 
the manner shown in Fig. 72. 
In virtue of this arrangement, 
M always forms a closed circuit 
o \^ / with the armature. A, and the 

^ ^ 2 rn J ^ ^ starting resistance, R. Thus 

yP # # V J # Pv V\ *^^ motor may be put out of 
/l/\ A X |\\ I circuit without the production 

/ */ V ^ of sparks. As may be seen, in 

the last position (7) all the 
regulating resistance is included 
in the field-magnet circuit; 
nevertheless, the speed is not 
\f appreciably affected, as may be 

shown by the following reason- 
ing : Suppose that the starting 
resistance, R, is selected so that 
the current on starting should 
not exceed half of its normal value, and that the magnetising 
current should be equal to 3*5 per cent, of the principal 
current, we shall then have, neglecting the resistance of the 
armature, 





{a) 



{!>) 



(0 



R = 



0-51 



E 
r 



= Cm = 0*035 C, whence V = 



E 



-» f 



C = 



E „ 0-035 + 0-5 C 
R + r 0-35 + o'5 



0-035 C 
0*0327 C. 



■Consequently the exciting current is only enfeebled to the 
extent of about 7 per cent., the speed being thus increased by 
about 2 per cent. 

Similar arrangements have been proposed by Menges 
iEUktroUcknische Zeitsckri/t. No. 48, 1897, and Edairage 
tlettrique, April 16, 1898 ; 
"Machines Dyn. Elec," 
by M. C. F. Guilbert) : 
and by Cutler, of 
Chicago (see English 
)»atent 13,523, June, 
197). In Menges's 
arrangement (Fig. 73) 
two contact makers are 
Dsed. The resistance 
of the field magnets 
Temains the same under 
m\\ conditions. In order 
to render the motor 
leversible, Mr. Menges 
giroposes to stipp!)' a 
icommutat or. U, between 

:he terminals, a and b, so arranged that the circuit can never 
be broken whatever may be the position of the commutator. 

C. Direction or Rotation of Motors and Ceneratops- 

Generators. 

As far back as pp. 6 and 14 a method was e.\plained by 

rhich we can determine the direction of the current in a 

ondtictor moving at right angles to the hnes of force of a 

aagnelic field. We shall now show that the field winding 

if a machine must be connected with the armature in a 

:ain definite manner in order to obtain a current with a 

[iven direction of rotation. 

When running a machine for the first time it is necessary, 

a role, to separately excite its field for a brief period, since 

magnet limbs of absolutely new machines seldom possess 

[istiuct poles. However, after this has once been performed 

tie iron constituting the magnet core retains a certain 

lermanent magnetisation, which, although certainly very 




oi lines, 
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weak, nevertheless suffices to generate a small induction 
current in the armature when starting. 

Now, in starting the machine, provided that the magnet- 
winding connections hiive been correctly made, this current, 
initially very weak, will strengthen the residual magnetism. 
Thereby the induction current is also increased : the resultant 
stronger excitation, in turn, generates a larger number of lines, 
and so on, until a certain condition of balance correspondin 
to a definite degree of saturation is attained. 

Supposing, on the contrary, that the connections 
been incorrectly made, the small current initially induct 
the armature will tend to reverse the weak magnetisatioo 
already existing in the field magnets. A permanent current 
will therefore only be possible after the magiiets have been 
completely demagnetised. As soon, however, as the field 
entirely disappears, the armature current likewise sinks to 
zero — that is to say, the machine simply ceases to generate 
a current. Should, in such an eventuality, the existing 
conditions not admit of the direction of rotation being 
altered, there remains no remedy but to cross the field- 
niagnet connections— ^ or, what under certain circumstances 
is still better, to interchange the magnets themselves. 
The latter plan is not, however, feasible with all types of 
machines. 

We may here call attention to some further peculiaii 
which are liable to cause trouble when insufficient care j 
been taken. 

Machines with exactly similar windings and the same directiim 
of rotation may generate oppositely directed currents, due to M__ 
difference in their initial magnetisation. 

We will take a shunt-wound machine to illustrate 
truth of this statement, although the law applies equaljyl 
other types of machines. Let us assume the 
(Fig. 74n) to revolve in the sense of the hands of a 1 
and that the N pole-piece is above the armature, the S | 
piece being below. In this case the positive brush ' 
to the left of the diagram, and if the contiectioas sboij 
Fig. 74a are made, the machine will excite itself. 

Suppose, on the other hand, that the initial excitation oC 
the magnets had been in the reverse i>osition (Fig. 746), 
so as to have generated the upper and lower pules of negi 
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nod positive sign respectively. Then the current subsequently 
igenerated in the armature will naturally be of reverse direction 
i compared with the previous example ; that is to say, the 
^losittve brush will be to the right of the diagram. 

If we trace the direction of the current flowing round the 
l^iuit coils (Fig. 7461, it becomes obvious that it tends to 
^intain the up])er and lower poles respectively of negative 
And positive sign, so enabling the machine to continue 
working. With regard to installations confined e.\clusively 
to incandescent lighting, it is a matter of indifference in which 
direction the current flows ; whereas when the machines are 





\ 



destined for arc lighting, electro-metallurgy, or the charging- 
of accumiilaturs, etc., the respective poles must first of all be 
dctennined. The same necessity arises when machines are 
to be run in parallel. 

Advantage may be taken of this opportunity to remark, 
that the lives of incandescent lamps may be appreciably 
prolonged by occasionally changing the poles of the machines- . 
supplying them with energy ; little or no use is, however^ | 
made of this in practice. 

To determine the respective poles, use may be made, of 
the well-known special appliances — i.e., Berghausen's) pole- 
finder, pole-linding paper, and such like. Should an arc- 
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lamp be opportunely to hand, we might connect the same 
in circuit with the machine, and after a time switch off 
the current. That carbon which, after this has been done, 
continues to glow the longer will be the positive one. When 
shunt or compound wound dynamos are to be run in parallel, 
the poles of like sign may be discovered by means of two 
incandescent lamps arrans[ed in series. To this end we 
join, trial-wise, a terminal of the one machine with either 
of those belonging to the other. The two remaining 
terminals are then connected through the lamps. If the 
right connections have been hit upon, there will naturally 
be no flow of current through the lamps. 

During transport over long distances, machines are very 
liable to lose their residual magnetism owing to the severe 
shakings which they undergo. A few Daniell elements suffice, 
however, for the necessary remagnetisation. Before leaving 
the test-room, every machine should have its terminals plainly 
marked ; this would entail little extra trouble, but would 
spare the installer much annoyance. 

Motors. 

From what has just been said, as likewise from the rule 
given on p. 14, it follows that the sense in which a motor 
revolves will be opposite to the sense of rotation of the same 
machine when used as a generator, if, in the motor, the 
currents in the armature and field magnets are either both 
similarly or both oppositely directed to those in the generator. 
The directions of rotation of similarly-wound series machines 
are thus invariably opposite, accordingly as they are run as 
motors or generators. On the other hand, shunt-wound 
motors possess the same direction of rotation as the primarj' 
machine. From this we are able to deduce some further 
conclusions : 

I. Scries machines, when driven as generators in the same 
direction of rotation as that in which they would run as 
motors, give no current. A current is initially generated 
m the armature, but being of a contrary' direction to that 
required it ends in demagnetising the poles. Thus, in 
power transmission plants with series machines where the 
motor, for instance, has to work conjointly with a steam- 
engine on the same shafting, the primary machine may 



■without hesitation be shut down even on a cl 
■whilst the motor is still coupled to the shafting. 

On the contrary, a shunt-wound machine, when driven 

mechanically in the same direction as that in which it has 
been running as a motor, generates an oppositely directed 
■current- Should it therefore be desired to employ shunt- 
wound instead of series-wound machines for such auxiliarj* 
transmission plants as that mentioned above, provision 
must be made whereby the current may always be cut off 
•previously to the primary machine being shut down, since- 
otherwise the latter would be driven in turn by the back 

current coming from the secondary machine (see Fig. 75U). 
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Tor the same reason, in an installation where two or more 
.•shunt or compound wound dynamos worked by separate 
«team-engines are coupled in parallel, one of the steam- 
engines must not be stopped until the dynamo driven by 
it is put out of circuit. 

, In order to reverse the direction of rotation of a motor, 

it suffices to change the direction of the current either 

I the magnet coils or in the armature. Traction work 

jffers the principal held for the practical application of 

this principle; for certain reasons it is preferable to 

9 
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exclusively reverse the armature currents, thereby ensuring' 
a current circulation through the magnet coils of invariaWe 
direction. In this way we ensure the maintenance of a 
sufficient degree of residual magnetism. 

A singular case of interruption tn the running of a combined' 
lighting and power transmission plant may here be mentioned. 
A compound machine had been installed as generator, and 
had to supply current simultaneously to a network of lighting 
mains and to a shunt-wound motor, which latter worked con- 
jointly with an auxiliary steam-engme on a common shaft. 
As the governor of this engine was rather inelficient, only 
coming into action after a somewhat large variation in speed 
had been produced, it frequently occurred that the enpn« 
slightly exceeded its normal speed, whereby a corresponding 
increase above the normal in the speed of the motor was 
naturally brought about. Thereby, however, the motor became 
momentarily transformed into a generator and sent a back 
current through the series winding of the primary machine, 
so causing a fall of its terminal pressure, with a consequent 
flickering of the lamps. This drawback might easily have 
been remedied by inserting a resistance in the shunt circuit of 
the secondary machine, thus increasing its normal speed. 



D- Electrical Brakes. 



The principle of utilising electric motors as brakes, 
running them as generators upon a suitable resistance hi 
long been known. If the same has. nevertheless, failed to find 
extensive application in traction work, this may be ascribed 
principally to the circumstance that, owing to the extremely 
limited space at disposal for the speed -con trolling apparatus 
and the necessary resistances, it is practically impossible to 
obtain a sufficient number of gradations in the regulating 
device, so as to permit of the maintenance of the required 
speed over any decline, irrespective of the load on the car. 
When too low a resistance is provided the cars will run 
too slowly, especially if they happen to be lightly loaded. 
Another peculiarity of electric brakes, frequently very pre- 
judicial in its action, is that if the car is inadvertently allowed 
to attain too high a velocity before the brake action is called 
into play, the E.M.F, at the motor's terminals is ver>' apt lo 
rise considcrabh' above its normal value. The ai 
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bimself. in the case of tramway motors working on a 500-volt 
supply, not infrequently observed currents at pressures amount- 
ing to over 1,100 volts. Naturally, the insulation is very liable 
lo suffer with such abnormal pressures. Thus if, on the one 
hand, we effect an economy in brake-blocks, we run a risk, on 
the other hand, of having to incur sooner or later an expendi- 
ture on new armature windings, etc., equivalent to double the 
initial saving. Nevertheless, there exist conditions under 
4irbtch a judicious employment of the electric brake offers 
certain advantages. Such an occasion offers itself, for 
instaoce, when the line in question has a constant steep 
blope in one direction, as does the electric tramway at 
Grutsch-a-Murren (Switzerland) installed by the Oerlikon 
Engineering Company, where the electric brake has been 
m use since i8Sg. 

If we wish to employ an electric motor as a brake, we must 
take it out of the distributing circuit, and short-circuit it with. 
a suitable resistance. 

The brake action of a motor is good, sometimes almost 
violent, but Is only manifested when a velocity greater than a 
Certain critical value has been acquired. 

We will now determine what resistance will be necessar>' in 
order to conform to certain speed requirements with a given 
load and gradient. 

The amount of work demanded from the motor running as 
generator is given by the equation — 



C E = 



- «) f . 



(71) 



Whilst f may be estimated with some degree of accuracy, 
C, and E are, on the other hand, unknown quantities. 
With regard to E, however, there exists the known 
relation — 



E - 



60 X 10^ /i, 



Id order that we may be able to employ the ordinary 
Telocity curve of the motor (Fig. 64), It is necessary that 



&.N .p 



CONTINUOUS CURRENT 



By multiplying the two equations together it follows that 



Ew 



.)■, 



or, if we substitute the value of E from equation (71), then 

It suffices for an approximate calculation to set down 

(1 - e)* = ^, since in the final design a certain margin is 

allowed for the value of the resistance over and above that 

deduced from calculations. Therefore with the customary 
pressure E = 500 volts — 

C 



■ 3.000 - 



- (approximately) 



(73) 



P (^ - a) ' 
An example may be given to illustrate the importance 

of this equation : 

Example. — Fig. 76 represents the characteristic of a 30-h,p. 
Westinghouse tram- 
way motor. Let us 
suppose this motor 
to be mounted upon 
a car of 8 tonnes 
gross weight- We 
proceed to determine 
what resistance will 
be necessary to ensure 
a speed not exceeding 
240 m. per minute 
down a gradient of 49 
in 1,000 with a full 
load. The terminal 
E.M.F. " 500 vohs. 
Approximately speak- 
ing, P X (iS - a) = 
8 X (49 - 10) - 312. 
Hence, it follows that with any current C — for instance, 

46 amperes — 

,46 



f^ac 1 |-p| 



















































iG. 76. 



- 3,000 - 



31a 



■ 440 m. 



DYNAMOS. 133 

Plotting out this curve the point in which it cuts the 
velocity curve will give us the actual current, C = 37 amperes. 
Further, taking f at 0*83, then according to equation (71) : 

E = £ . 9'8i X 240 X 312 X o>83 ^ ^go volts. 
37 60 

As a check upon our figures it remains to investigate 
whether this E.M.F. would actually be attained with a 
current of 37 amperes. The value of Vi, corresponding to 
37 amperes, amounts to 354 m., according to the curve. 
It consequently follows that 

E = El . — . (i — e)-. 

From the dimensions of the machine e = o'oS, therefore : 

E -= 500 . ?^ . o*Q222 = 288 volts. 
354 ^ 

The results of the calculations are thus shown to be satis- 
factory. We adopt the mathematical mean E = 284 volts. 
There remains now only the corresponding resistance to 
determine ; we have, 

R = — 4 = 7*7 ohms. 

E. Alteration in the Winding of the Field Magnets in Machines 

already constructed. 

We will at first suppose that the boring of the 'fifeld 
magnets remams unaltered. We will subsequently indicate 
the modifications necessary when the air-gap is varied. 

We have already shown, in a section of Chapter II., how 
we may calculate the necessary winding for the armature of 
a dynamo already made, or of one designed for any output. 
We there assumed a density B; of the lines of force in the 
air-gap. 

A further problem is to determine the field-magnet winding 
necessary to obtain this induction B^, as well as <f>. 

For this purpose we only require to know the magnetisation 1 
curve for a similar dynamo of the given electrical dimensions ; 
in that case we shall be given some of the following data, j 
which will indicate the course to be pursued. 

If the dynamo in question is shunt wound, a separate current 
not being available to excite the field magnets, we can always 
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include in the derived circuit a large adjustable resistance 
and a sensitive ammeter, after which we can revolve the 
armature at a constant speed as great as possible, without 
taking any current from the armature. The high speed is 
necessary to render the measurement of high degrees of 
saturation possible. When circumstances permit, however, 
a separate excitation of the field magnets is preferable. By 
successively decreasing the resistance in the derived circuit, 
and plotting a curve exhibiting the relation between the 
current in this circuit and the voltage measured across the 
brushes of the machine, or, better still, the value of ^, the 
magnetisation curve of the machine will be obtained. 

Another series of experiments is made by altering the 
resistance of the external circuit of the machine, the excita- 
tion remaining constant, and determining the corresponding 
values of the terminal pressure. For this purpose the exciting 
current is so chosen that the terminal pressure is obtained at 
full load. A modification of this experiment could be made 
by varying the exciting current with the load in such a 
manner as to maintain the terminal pressure constant. But 
this latter method is rather more laborious, although the 
results obtained will subsequently be very useful in designing 
the regulating resistance. 

Let us now consider two points on the constant excitation 
curve ; it will be seen that the drop in pressure between the 
machine terminals is always greater than can be accounted 
for by the mere resistance of the armature. We might con- 
sider the supplementary drop in pressure as the product of 
the current generated into a fictitious armature resistance, 
though the latter is not a constant quantity. In some 
dynamos this fictitious resistance decreases with an increasing 
saturation ; in other dynamos the opposite relation obtains, 
as may be seen from the following, deduced from experi- 
ments on three different machines : 

Strcnglli of Armature Current. Fictitious Resistance. 

I / 300 amperes o'oo2i. 

^ ' I 900 ,, 0*00078. 

18 kw I 50 » 0*048. 

' I I 



50 kw. 



^O ,, O O^-* 

{150 „ 0*04. 
450 „ 0*06. 



As a general rule, the fictitious resistance may be considered 
IS remaining approximately constant whilst the excitation 
Tcmains unchanged, as long as the armature current does not 
Trary very considerably. 

A similar series of experiments may be made in the case 
•of a series-wound machine, preferably with a separate (ield- 
inat;net excitation, no current being taken at first from 
■the armature, whilst the machine is subsequently loaded. 

In the case of compound-wound machines, the series 
■windings should first be short-circuited ; for the rest we 
proceed as in the case of a shunt-wound machine. 

When, owing to its form or any other circumstance, the 
lynarao cannot be driven by a belt, or in any similar manner. 
ve might connect the machine with constant-pressure supply 
mains, and run it as a motor; in this case the ordinates of 
the resulting curve should represent tp as deduced from the 
lermtnal pressure. In order to vary the armature current, 
Tve may alter the load on the machine, which can be con- 
Teniently done by making it drive a second machine as a 
^oerator, the resistance in whose circuit may be altered at 
pleasare. 

We will also mention another method, given in the 
Eleklrolccknkche Zeihchrifl {June, 1888), which permits of 
experiments being performed on a dynamo on full load, its 
•output being three to three and a-half times that of the motor. 
For this purpose we require two dynamos. The machine 
to be tried is driven at its normal speed. In the circuit of 
this machine we include a second dynamo in series with a 
Tariable resistance. 

This second machine plays the part of a motor, and restores. 
1o the primary dynamo, by means of a suitable coupling, the 
energy supplied to it, less the losses which take place in the 
machine. The methods used in winding the two machines 
are of no importance ; on the other hand, both must have 
appropriate speeds and pressures. Moreover, the adjustable 
Tcsistance should be furnished with numerous divisions. 

It is preferable to use two dynamos of identical output, for 
it is only then that we can realise the appropriate experimental 
wnditions. 

We coul<) vary the output of the dynamo to be experimented 
10 either by enfeebling the magnetic field (by means of an 
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adjustable resistance included in the field-magnet circuit, iiu 
the case of shunt-wound machines) or by modifying the 
number of active armature conductors, or displacing the 
brushes (in the case of series machines). 

When the choice of the method of coupling is well made, 
we can in this manner obtain exactly the desired effect. 

Examples Relative to the Winding of Field Magnets. 

Example i. — It is required to determine the particulars of 
the winding of a shunt-wound dynamo to supply 120 amperes 
at 400 volts, the speed being 400 revolutions per minute. 

Suppose that we already possess a model dynamo sup- 
plying 24 amperes at 1,720 volts, its speed being 700; we 
will use this for experimental purposes, and subsequently 
determine in what manner the armature and field-magnet 
windings must be modified in order to obtain the required 
output. 

The effective output of the model machine employed is, it 
is true, slightly smaller than that of the machine to be 
constructed, but it is well to remark that dynamos w^hich 
have been originally designed for high pressures, but have 
subsequently been rewound for low tension, are capable of 
developing an output from 10 to 20 per cent, greater than the 
primitive one. This is due in part to the smaller amount 
of insulation necessary under the diminished pressure, and 
in part to the fact that the section of the armature wires, 
and with this the armature current, increases with the linear 
dimensions. 

Let us suppose that the results of experiments on the 
dynamo, originally furnished with a series winding and a 
Gramme ring armature, are as follows : 



I. KiKi.D >rAr.NKis Ski'Auatklv Excitkd ; No Armaturk Current. 



S|K'CC|, 


Volts. 


700 


400 


700 


800 


700 


1,100 


700 


1,300 



Ampere-Turns per 
Field- Magnet Coil. 



1,700 

3.300 
5.100 
6,700 



Si)ee(l. 



700 
700 
700 
700 



Volts. 



I 1.500 
1,600 

' 1.750 I 
i»90O I 



Ampere-Tums per 
Field-Magnet Coil. 



8 400 
10,000 

13.500 
17,000 
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Speed. 


Volls. 


Amperes. 


Ampere-Turns per 

Field-MuBnetCoil. 


Ampeie-Turns in 

the Armature. 


TOO 
TOO 
700 

TOO 
TOO 


740 


t 

12-3 

'7 

J4 


10,500 
14,500 
wj,4oo 


2,240 

6,900 
9,500 



The experimental results contained in the last two tables- 
are graphically represented in Fig. 77. 
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Data Relating to Dynamos Experimented Upoh: D - 510; 
N =- i,ioo. Length of armature turn = i'2 m, ; diameter oJ 
an armature wire = 2 mm. ; hence the resistance of the 
machine between the brushes is 

, ISO X 1-2 

i 22 - 2*1 m. 

50 X 2' T T 
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The resistance of the field-magnet circuit is 2*9 «, when 
the wires are raised to their maximum temperature by the 
•current flowing through them. Number of turns per bobbin 
= 850. 

For a current strength of 24 amperes (Fig. 77) the drop 
in voltage is 

24 (2'i + 2*9) = 120 volts. 

Plotting this value parallel to the axis of ordinates, above 
the corresponding excitation (in ampere-turns) — viz., 20,400 — 
and connecting the point thus obtained with the origin, we 
shall obtain the straight line III., the ordinates of which 
must be added to those of Curve II. 

The influence of the armature reactions on the magnetic 
field are here clearly manifested ; indeed, if the armature 
reactions were negligible, the Curve II. obtained as above 
would coincide with Curve I., which is seen not to be the 
case here. For an excitation corresponding to 8,000 ampere- 
turns the pressure between the brushes is consequently only 
reduced by 60 volts, that is to say, by 4 per cent., due to the 
reaction of the 2,600 ampere-turns of the armature. We shall 
therefore commit no great error in the ensuing calculations if 
we suppose, for simplicity, that the drop of voltage due to the 
armature reactions is directly proportional to the number of 
armature ampere-turns. If, for instance, the armature is 
provided with 1,100 wires instead of 1,500, the drop of 
pressure will, for the same current strength in the armature 
as above, be equal to 

^ liiS ° 5-5 per cent. 

(a) Calculation of the New Armature. 

We will suppose that the current density in the armature 
wires is equal to 3'6 amperes per square millimetre. 

Section of wire = - . _ = 167 square millimetres. 

23-6 

Diameter of bare wire = 4*6 mm. (after Table XL). 

Diameter of insulated wire «= 5*1 mm. 

The number of wires which could be wound on the 
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armature, supposing them to be arranged as closely together 
as possible, is 

n = 510^ ^ 
5*1 

For convenience in winding, we may take this number 
as = 300. 

(6) Calculation of the New Winding for the Field Magnets. 

A pressure of 500 volts corresponds to a definite number 
of lines which may be calculated from equation (10). This 
operation is, however, unnecessary. Indeed, to be able 
to apply the primitive characteristic (Fig. 77) to the new 
machine, it is only necessary to find for what pressure the 
proper number of lines will be generated, and what will 
be the excitation necessary for this purpose. 

The pressure is evidently 

E = 400 ^'"°° \70Q „ 1,580 volts. 

300 X 650 

It follows from the Curve I. (Fig. 77) that the pressure 
will correspond to 9,700 ampere-turns when no current 
flows in the armature. To obtain the total excitation, we 
must first calculate the drop of voltage in the machine — ix., 

550 X 1-2 100 ^^.Q y. 

e = ^i^ -— . — = io*8 volts, 

50 X 167 2 

or 2*7 per cent, of the total pressure. To take account of 
this loss, we must obtain from the Curve I. an excitation 
corresponding to 1,580 (i + 0'027) = 1,622 volts. We thus 
obtain 10,400 ampere-turns. The Curves II. and IV. show 
that, in order to produce the E.M.F. of 1,622 volts, we 
further need, by reason of the armature reaction, a number 
of ampere-turns equal to 13,600 - 11,500 = 2,100, or, in 
all, 12,500 ampere-turns. 

This calculation is not quite exact, and consequently a 
correction must be applied, since the number of ampere- 
turns was not the same in the experiments as in the 
projected machine. As the experimental dynamo carried 
^ turns per field-magnet bobbin, we must have had, 
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corresponding to 13,600 ampere-turns, a current which was- 
equal to the armature current, its value being — 

13,600 r- 

-^ — « 16 amperes. 

850 

Consequently, the number of ampere-turns in the armature 
were 

16 1,100 

— . ^^ = 4,400; 

2 2 

whilst we shall have in the armature of the new machine on 
full load— 

300 120 

- — . = g,ooo ampere-turns. 

2 2 

Consequently, for the dynamo which is to receive the new 
winding, the excitation per field-magnet coil must be 

Q.OOO - 

10,400 + 2,100 ^ — = 14,700 ampere-turns. 

4,700 

An almost identical result may be arrived at by the 
following train of reasoning : 

For a terminal pressure of 1,580 volts, the Curves II- 
and I\'. give a drop of pressure equal to 

1,670 - 1,580 =« go volts. 

Tu i. • i^u- • 12,600 1,100 ^ ^^^ 

1 he armature m this case carries -~ — . — — = 4,100 

850 4 

ampere-turns. Consequently, for 9,000 ampere-turns the 

drop in pressure is ?- - - go - ig7, augmented by 1,580 x 

4,100 

0*027 = 43 volts. From the Curve I., we obtain, corre- 
sponding to 1,580 + ig7 + 43 = 1,820 volts, an excitation ot 
about 14,600 ampere-turns. 

Example 2. — The data respecting a 3-kw. two-pole dynamo^ 
given in Fig. 17, Plate II., are as follows : 

Terminal pressure -= 125 volts ; current strength = 24 
amperes ; speed = 1,400. 

Let, moreover, D « 21 cm.; / = 16 cm.; N = 424; diameter 
of wire = 2*2 mm. (sectional area = 3*8 sq. mm.) ; mean length 
of an armature wire « 0*52 m. ; drop of pressure between the 
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brushes = 7 volts; number of turns per field-magnet coil 
= 4-700- 

The results of experiments on this machine are given in 
Fig. 78 ; the Curve I. is the characteristic for open circuit, 
and Curve II. gives the armature current strength and the 
excitation for a constant terminal pressure of E = 125 volts. 
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Via. 78. 



It may be seen from the inspection of Curve 11. that fur 
I4 amperes an exciting current of 1*78 amperes is required 
h order to obtain a pressure of 125 volts. The induced 
E.M.F. is, in this case, 148 volts, and the drop of pressure is 
KjoaJ to 

148-125 = 23 volts. 
Of this 23 volts, 7 correspond to the loss due to the armature 
Resistance, and 16 are due to the armature reaction. 

Let us suppose that it is necessary to furnish this machine 

Hth a new winding, so that S amperes at a pressure of 290 

i'may be obtained; the speed remaining the same, and 
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the degree of saturation found in the first machine being as 
far as possible preserved, we thus have 

N = -9- 424 = q8o. 
125 

For the same ohmic loss the section of the wires must be 
modified in the ratio of the current strengths ; in other 

terms, 

s ^^ s —- '^ 3*8 — ^ = 1*3 square millimetres. 
C 2*4 

Let there be 53 slots ; the size of one, augmented by that of a 
tooth, will be 

= i4'5 millimetres. 

53 ^ 

Consequently the breadth of a notch must not exceed 

6'5 mm. ; of this breadth i mm. should be reserved for the 

insulating layer. There is only 5'5 mm. remaining, which 

will suffice to lodge three wires of 1*3 mm. section (bare> 

sectional area of each wire = 1*32 square millimetres. 

Number of layers in a notch = —2 = 6' 16, or, roughly, 6^. 

consequently N=53X3x6 = 954. 

In order to determine the excitation for the new winding by 
the aid of Curve I., we must compare our new numbers with 
the corresponding magnitudes of the original winding ; 290 

volts corresponds to 290 i-^ = 129 volts on Curve I. We 

952 

have besides found for 24 amperes (^-^ . -^ = 2,540 ampere- 

^2 2 

turns on the armature), a loss of pressure equal to 16 volts. 

For the new winding we only have 

55z X - = i,g8o ampere-turns, 

2 2 

and the loss of pressure is under these conditions equal to* 

16 -^2 — = 12-5 volts. 
2,540 

The ohmic loss is 

0-52 X 954 X 8-3 _ ^^ 

50 X 2 X 2 X 1*32 



or, reduced in proportion to the original winding, 
157 ££5 = 6-8 volts. 

The E.M.F. produced will consequently = 129 + i2*5 + 6'8 
= 148 volts (about) — that is to say, exactly the same as at 
irst. Consequently the field magnets must receive the same 
number of ampere-turns as previously. 

It is never possible to calculate in advance the loss in 
pressure due to the armature reactions of a dynamo. Hence 
we must content ourselves with an estimation. Toothed 
■armatures generally give a greater loss of pressure than 
smooth armatures. Consequently, if in a smooth armature 
Ihe loss of pressure due to armature reactions is taken as 

r|ual to the ohmic loss, the corresponding value in respect of I 
toothed armature must be taken of about double this value- 
However, this rule cannot be generally applied without certain 
reservations, M. Picou has, indeed, given data relative to 
Smooth armatures in which the armature reaction is greater 
than the ohmic loss (see " Traite des machines dynamo- 
electriques). This was due to the dynamo in question 
requiring a considerable lead of the brushes, a characteristic 
which does not indicate great merit in its construction- 
,0n the other hand, the bipolar dynamos constructed in the 
Saint-Ouen workshop, possessing toothed armatures, give a 
very small loss of pressure due to the cause in question. In 
the type D C 18 it is equal to the ohmic loss. For the rest we 
must call attention to what has been said on p. 134. 

F. Predetermination of the Winding of Field Magnets. 

I. Introduction. 

About a dozen years ago calculations in relation to dynamos 
were chiefly a matter of sentiment, and the output of a 
machine remained unknown until it had been constructed and 
tested experimentally. If the result proved favourable, the 
design was adopted ; if, on the other hand, this was not the 
Case, trouble was seldom taken to effect the necessary altera- 
tions indicated by the results obtained. It is natural that, 
onder these conditions, the construction of a large dynamo 
JOvoIved some amount of risk which was not calculated to 
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encourage the development of lighting or power transoodssioa 
installations. Fortunately, this unhappy state of things no 
longer obtains. 

Calculations relating to dynamos of over i,ooo h.p. present 
no greater difficulty than those relating to 50-h.p. dynamos, 
and they can be performed with an accuracy at least as great 
as could be expected in the predeterminations of a steam 
engine or turbine. 

The progress thus made is due to our superior knowledge 
of the laws of magnetisation, made possible chiefly by the 
labours of Rowland, Lord Elphinstone, Bosanquet, Forbes, 
Kapp, and the brothers Hopkinson. 

We cannot here enter into a detailed account of the 
different theories which have from time to time been 
advanced ; we must limit ourselves to a rapid survey of a 
few of the fundamental principles. 

Rowland was the first, in his paper on " The Permeability 
and the Maximum Magnetisation of Iron, Steel, and Cobalt," 
to apply Ohm's law to magnetic phenomena (see Phil, 
Mag.y IV. Series, vol. x., Aug. 1873). 

Let = the total number of lines of force circulating in a 
closed magnetic circuit ; 
JB = the magnetic resistance opposed to the circulation 

of these lines ; 
M = the magnetising force » current x number of 
turns. 

Then, according to Rowland, we have 

This law is of so much importance that it has served 
as a basis for all subsequent work. Bosanquet subsequently 
introduced for M the denomination " magneto-motive force,'* 
and for It the denomination " magnetic resistance " (see 
Phil. Mag., July, 1884, p. 552 ; and Electrician, February, 
1885). That physicist generalised Rowland's law, and 
applied it to practical problems. Thus we may determine B 
in terms of the magnetic resistances existing in difTerent parts 
of the magnetic circuit. 

In 1884 Rowland communicated to liie Congress at 
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Philadelphia for the Advancement of Science the celebrated 
memoh' in which a formula for the flux in a magnet was 
arrived at. 

Let = total number of lines of force ; 

Nm=" the number of turns of wire in the magnetising 

coil; 
Cm= the strength of the current flowing through 

these N turns; 
Lot= the length of the magnet core comprised 

between its two poles ; 
:S,„ = the sectional area of the core ; 
/x = the magnetic permeability; 
L? = 2 5 = double the distance between the poles 

and the iron of the armature ; 
Si = area of the air-gap perpendicular to the flux ; 
S'l = an additive term, depending on the leakage of 

the lines of force. 



Then = 



i 


10 


^m^m 


At b,H 


s; 


u 



Mr. Gisbert Kapp effected an advance of still greater 
importance from the practical point of view (see Electrician, 
February, 1886, to March, 1887). 

To simplify subsequent calculations, that electrician as a 
preliminary adopted a practical unit of flux equal to 6,000 
C.G.S. units (i Kapp line = 6,000 C.G.S. lines). 

Equation (10) now becomes 

E = N w/> io-«. 

In what follows, however, C.G.S. units will be used. 

Let Cm N,rt = the number of ampere- turns around the 
magnetic circuit, whilst = the total number of lines leaving 
a pole. Then, after Kapp, 
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In this formula, Bm = the magnetic resistance of the field- 
magnet cores and yoke, Ba = the magnetic resistance of the 
armature, and Bi the magnetic resistance of the double layer 
of air comprised by the two air-gaps ; c is a constant. 

Let 0' be the number of lines of force lost through leakage — 
that is to say, the number of lines which escape passing 
through the armature. In a sense, these lines may be said 
to correspond to a ** magnetic short - circuit." Hence, 
corresponding to a total number of lines 0" we shall have 
(/> lines passing through the armature subject to the conditiooi 

</> ■= + . 
We have, further, 

^ B'l 

In this latter equation B'l is the mean resistance opposed' 
to the direct passage of lines of force from one pole to the 
other, whilst escaping the armature. 

c (C,n N,„ )" - Bm f ; 

whence 

C,„ N„ = ^ [ii,„ + i?. + B, + ^—^ ] ^. 

To take account of the magnetic resistance of the cores 
increasing with the induction, Mr. Kapp introduced the 
hypothesis that the increasing resistance was related to 
the degree of saturation by means of a tangent curve, so- 
that for 90' the saturation is complete. Thus, 



jB.n = 



a Lm ^2 



tan i^-- a-J^ 



Sm TT 

2 



*^" (f '^a) 



bfl IT 



2 " 
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B, = y _ 

n/D/ 

These formulae apply to a dynamo with horseshoe field 
magnets (superior type). For dynamos with horseshoe field 
magnets (Edison type) — 






In these equations 



_ _ Bw ^ _ Bo 



-Dm max. r>a max. 

* According to Kapp, Bmax. = 16,600 for cast iron, and 
«r 24,000 for wrought iron. 

Moreover, Lm = the mean length of the lines of force in the 

field magnets in centimetres ; 

La = the mean length of the lines of force in the 
armature breadth in centimetres ; 

Lj = twice the value of a single air-gap in centi- 
metres ; 

Sm, Sa, and Sj, the respective sectional areas of 
the field-magnet cores, of the armature^ 
and of the air-gap, all measured in square 
centimetres. 

(See Figs. 81 to 86, and 98 to 102.) 
We fiirther have 



For dynamos 
with wrought-iron field- with cast-iron field* 
magnet cores. magnet cores. 

c ^ ••. ••■ ••. 2,400 ••• ««« •■• 2,000 

U "^ ••• ••• ••• <M •.. ••• ... J 

B ^ 2 2 

h^ ••• ••• ••• »t ... ••• ... ^t 

y ^ 1,44^ I,oOO 

10* 
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tan 



Table of Values for 



(^) 



<r. 





Ratio of the Tangent to the 




Ratio of the Tangent to the 


Induction 


Corresponding Arc. 


Induction 
per sq. cm. 


Corresponding Arc 


per sq. cm. 












Armature. 


Field Magnets. 




Armature. 


Field Magnets. 


3,000 


I'OI 


I'OI 


14,000 


1*43 


2-95 


4,000 


I -02 


105 


15,000 


I '53 


4-5 


5,000 


1*03 


I '09 


16,000 


't^ 


io'9 


6,000 


r^ 


113 


17,000 


1*83 


00 


7,000 


ri7 


18,000 


2*04 


00 


8,000 


I'll 


1-25 


19,000 


238 


OD 


9,000 


1-13 


1*33 


20000 


2-85 


00 


10,000 


1*17 


1*47 


21,000 


373 


00 


11,000 


1 22 


165 


22,000 


527 


00 


12,000 


1-27 


1-89 


23,000 


10 -06 


00 


13,000 


1 35 


2 '24 


24.000 


00 


00 



Example. — It is required to determine the number of ampere- 
turns necessary for a dynamo with horseshoe magnets (Edison 
t)T)e, see Plate II., Fig. 2), of which the dimensions and other 
prescribed data are as follows : 

E = 106 volts (terminal pressure) ; 
C = 82; 
n = 360 ; 
N = 328 ; 
D = 25; 
I " 25; 

Lm = 122 ; Sm = 400 ; 

L« = 33; Sfl - 376; 

Lj = 2*4; Sj = 900. 

The field-magnet cores are made of wrought iron. Let us 
suppose that the loss in the armature and field magnets is to 
be 15 volts. We then have 

= (106 + 15) 60 X io« ^ g.^ ^ ^^,. 
360 X 328 



B 



m 



6*1 X 10^ 

400 



i5>20o; 
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■o 6'i X 10^ ^ 

Ba = = 16,200; 

B, - 6:LJL12! = 6,800 ; 
900 

V25 X 25 

The values of the tangent can be determined, by interpola- 
tion, from the preceding table (p. 148), but as the field magnets 
are strongly saturated, it is preferable to make the exact 
calculation — 

1*5, 200 

tan (^ a-™) 
—^ ^ = 5-22 ; 

TT 



tan (J- era) 

= 1*69 (taken from the table, p. 148). 



TT 
2 



C,„ N^ = — — (122 X 15,200 X 2 X 5-22 + 33 X 16,200 X 
2,400 L 

2 X 1-69 + 1,440 X 2*4 X 6,800) + (33 X 16,200 X 2 X 1-69 + 
1,440 X 2*4 X 6,800) = 23,000 ampere-turns. 

This number agrees very well with the results of experi- 
ments on open circuit (about 24,000). On the other hand, 
on full charge we obtain, with 23,000 ampere-turns, only 
95 volts. We will content ourselves with this example. 

Kapp's formulae were for some time the only ones used by 
dynamo constructors in order to determine in advance, with 
a certain approximation to accuracy, the details of the winding 
of field magnets. They are, however, no longer employed, 
since the results obtainedby^their ~use present an insufficient 
accuracy. This is due to no acCOuttt being taken of the 
quality of the iron used ; moreover, the coefficients c and y 
depend on the iron used in the field magnets, which is 
certainly not the case in reality. 
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2. Hopkinson's Theory {Electrician, November and December* 

1886). 

Let us wind a certain number, N«i, of turns of wire 
around an iron ring, of uniform sectional area equal to S, 

and mean length equal to 
L. If a current is caused 
to flow through these wind- 
ings, magnetic lines of 
induction will be generated 
in the ring; these lines 
will not manifest themselves 
in any very apparent man- 
ner, but their existence can 
be easily proved by famish- 
ing the ring with a second 
coil of a few turns, con- 
nected with a galvanometer. 
On interrupting the primitive current, the needle of the 
galvanometer will swing through an angle proportional to 
the number of lines which have been withdrawn from the 
secondary coil. 

We may consider this iron ring to be a magnet without 
poles. 

The total induction, ^, depends, on the one hand, on the 
number of ampere-turns, and, on the other hand, on the 
magnetic resistance of the circuit formed by the iron of 
the ring. We therefore have 




Fig. 79, 



whence 



^ = i^ (C,n N,J , 
10 L 

C N = ^° ^ L 



4 TT S /i 

We designate by yu the specific magnetic coftductivityf or 
the permeability of the iron. Hence, 

I 



M = ^ 



S 4 TT Cm N 



(74) 



m 



10 L 

10 number of lines pe r 
4 w ' ampere-taros per c 



The methods used for determining ft are described in J 
•Chapter IV. 

When measurements are made for a great number 
-<Iifferent current strengths, it at once becomes apparentll 
that M is constant only for small magnetising forces, and! 
-decreases rapidly as the saturation increases. (Exact J 
'measurements have shown that even at starting ix is not J 
■constant, but increases with the saturation; however, fori 
laU practical purposes, such variations from direct propor- 
tionality may be disregarded.) The following table gives I 
ome values of /t, determined by Dr. Hopkinson. 

In manuals of electricity, ^-^ ( '" '" ] is generally d 

poated by H : hence 



With the aid of the following table (which relates to! 
-particular samples of iron experimented on by Dr. Hopkinson) \ 
'and equation (74), we may easily calculate the number ofl 
ftmpere-turns necessary to generate any given induction, B, 1 
provided that the section of the ring is constant : 



Wriiughl Iro 


, Anneiled, 


Chsi Iron 








„ 










4.650 


4,650 


_ 


_ 














3.870 


76J 






4,650 


756 


tO.Moo 


1,921 


6,200 


258 


I*,400 




7.75° 


114 


14.000 


907 


9.3CX1 








10,800 


40 


i8,6iM 








76 






ao,itt) 


J! 






ixjoa 


^7 


— 


— 











Let us suppose that a wrought-iron ring, the mean ( 
•circumference of which is equal to 21 cm., is in question. 
To create an induction ot 18,600 lines per square centimetre, J 
should need 



;8.6oo 



18,600 X 
76 X 47 



196 ampere-tui 
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per centimetre length of the magnetic circuit, or, in ally 
21 X 196 = 4,100 in round numbers. 

Let us now consider the more general case, when the 
section of the ring is not uniform (Fig. 80). In this case 
the total magnetic resistance is equal to the sum of the 
magnetic resistances of the various parts of the circuit.- 
As a consequence, we have 



C«N 



m 



10 / 

4 ^ ^Si /Ai 



Li 4- 



4> 



S2M2 



Lo + 



'2 



^ 



>8^» 



L, + . . . )• 




Fig. 80. 



When the different parts of the magnet do not consist 

of the same class of iron^ 
the values of /a must be 
taken from the correspond- 
ing table. 

If the ring is broken at 
any point, the lines of in- 
duction are obliged to tra- 
verse an interval of air ; 
two distinct poles are then, 
formed, for the determina- 
tion of which we must make 
use of the rules given in the 

first chapter. The magnetic circuit will thus acquire an 

additional increment of resistance, given by 

7P U 10 

S< 47r 

There will be a leakage or spreading of the lines of force 
between the two poles, and in a dynamo we may distinguish 
between useful leakages and those which are prejudicial 
in their actions. As an instance of the former we may cite 
the case of the passage of lines of force into the armature 
at points outside the pole-pieces. We could take count of 
this by multiplying the magnetic resistance of the air-gap 
proper by a coefficient, k, of which the value will be given 
later. This coefficient varies, according to the dimension 
of the poles and the bore of the field magnets, between o'S^ 
and 0*95. 

The prejudicial influence of magnetic leakage is only 
of a secondasy order of iv^' 'ictr i » Vom 
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.which pass directly from one pole to another through 
the air are produced by the same number of ampere- 
tnrns as those forming the useful induction ; on the 
other hand, in those parts of the iron circuit through 
which these lines pass an augmented saturation will be 
produced, their magnetic resistance being thus increased, 
and consequently, with a given exciting current, the total 
induction will be decreased. Hopkinson took account of 
this fact by multiplying the saturation of these parts 



coefficients, c, v, etc., each being greater than unity. 
Consequently the general formula applicable to dynamos is 






< L/ " 



Table X., at the end of the 
inemoir_hy_.Wiei!^r,_contai ns 
values of V for almost all 
the usual types of dj-namos 
ifieeElcclricdl EnginecfjiSg^) 
This table is extremely ubcful 
practice, but it must be 
used with circumspection 
is evident that it refers 
to dynamos provided with 
Etnooth armatures, in which 
: leakage is greater than 
machines with 
toothed armatures. In fict 
tbecoclhcients of disptrsion 
! greater than those pub 
i up to the present time 
the different periodicals 
] obtained as the resultb 
>f experiments on machines 
rith toothed armatures. 



book, which is taken from i 




Equation (75) contains all the quantities requisite to 
tate the ampere ■ turns corresponding to any given 
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induction. Hopkinson has transformed this equfttiou .^j^ 
representing 



by a curve, the calculatic 
■expeditious. We have 
■C„N„- 



n being thus rendered 



- [/(B„)L„+/(B,J'L'„ 



. .y(B.)U+B| 

In this equation it is necessary to remember tha^i 
B,-,#. 



Plate I., at the end of this book, gives a geoeral-i^ 
of the curves /(B) for iron of different qualities, the rd 





being obtained partly from data published by Dr. Ho] 
and partly from the results of experiments por( 
author. 

In order to avoid any possiblf* 
terms used in connection with • 



explain their application to a number of well-known types 
of machines. 



Kutnbo of mi^nctic ci 
fijimbei nf mngDclic ci 



S2 83 S4 S5 



for each pole. 1212221 

As we always denote by the total tmmber of lines of induction 
per pale, we will introduce S, denoting the sections of all the 
derived magnetic circuits obtaining their induction from the 
same pole. 

On the other hand, equations {75) and (76), as well as those 
of Kapp, give the number of ampere-turns for the magnetic 
circoit. We shall therefore have 




tiie same armature and the same degree of satura- 

1d magnets to be employed, the type of machine 

Fig. 81 will require a little more iron and a 

than the type represented in Fig. 82. 
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For the proportions generally used, the types 82 and 85 
will have to within a little the same weights of iron 
and copper, provided that special pole-pieces are not used in 
S3 ; in the latter case an economy of copper will be effected. 
But when it is required to determine a dynamo of minimum 
weight, irrespective of its form, we might give a smaller 
weight of iron to the type 82. 

Plate II. shows nearly all the characteristic types of field 
magnets arranged systematically (but not chronologically), 
and giving the name of the first person to use each type. 




In this connection we may dispense with detailed dei 
tions, since perspective views are given in almost all 1 
on electricity. We will only reniark that the tj-pes I3#3 
iS, and Jj (Plate 11.) are often completely enveloped by-'I 
body of the field magnets. 

In a certain number of these types it has been neccsss 
reduce the armature reaction as much as possible by metfaods 
which will be explained in detail in Chapter VI. The types 
17, 21, and 30 have been ^xctally constructed from this { 



'sfjmi 



of view, as well as the Couffinhal dynamo, of which a cut is 
given in Chapter IX. 



DeterminaUon of S and S i 



the case of Toothed i. 
■Ill a litres. 



The exact determination of the air-gap, S, in the case of | 
toothed or tunnelled armatures presents the difficulty that it 
does not solely depend on the form and the number and 
dimensions of the slots or tunnels, but also to a considerable 
extent on the decree of saturation of the iron of the armature. 




A simple train of reasoning will clearly demonstrate that * 

this is SQ. Since the air offers a resistance to the passage of' I 

lines of force which varies between 300 and 1,000 times that 

■of the iron, according to the degree of saturation of the latter, 

it is evident that the lines of force will not be distributed 

nniformly over the periphery of the armature, but will be 1 

concentrated in the teeth, a much smaller number passing 

into the separating slots. 

lo the case of toothed armatures, we may take 

(I = o'5 lo o'6 m; 

K = o*g «, (approximately). 
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* In this case we shall have 

S' = I 



and 



S'/ = 



' 075 S, . 



These formiUse are not, however, quite exact, since the 
lines of force are not perpendicular to the pole surfaces. 
The real mean section is slightly augmented in this manner, 
and it will be still more so when we take account of the flux 
passing into the interior of the slots. Substituting, in 
equations (75) and (76) for S the double air-gap, and calculate 
ing B/ by the aid of the equation 



S, &/ 



M 



we obtain a value of B/ which should still be multiplied" 

coefficient «', of which the approximate value may be fonsd 
in the following empirical table : 



Broulth of 






Air-Gap, S. in 


Centimcln 






Slots, in 




























CEnlimetrcs. 


0-3 


0-4 


„s 


.. 


07 


a-8 


1.-4 


'■3 


1-27 


I 24 




_ 


_ 




















1-37 


'■34 


1-3" 




















i-t 




~ 




"■35 


i-jo 





For slots which are half closed it will suffice to augmeo 
B'l by from 15 to zo per cent., whilst in the case of tunnelled 
armatures no contraction of the flux is produced. 

This last type of dynamo appears to have been compJetcly 
abandoned during the last few years. In a similar manRcr. 
although to a less extent, smooth armatures have been 
replaced by those with teeth. 

The advantages which these latter present are of two sorts: 
(I) Greater mechanical strength : (2) smaller amoont of 1 
necessary in winding the armature. 

Even when the slots ha' 
the iron discs arc imperfe 
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other, thus entailing an unnecessary dissipation of energy, 

the cost of production is 

still less than when smooth 

armatures are employed. 

Toothed armatures are, 

however, often chosen on 

pnrely mechanical grounds. 

On the other hand, in the 

case of high-pressure dy- 

oamos, which are generally 

provided with a Gramme 

ring, the advantage of an 

economy of copper becomes 

secondary in comparison 

with the numerous advan- 

|a^es appertaining to a 

^moot h armat ure — includi ng 

possihihty of providing a '> ■ 

better insulation, smaller armature reactions, and consequently 

a diminished lead of the brushes, a simple construction, etc. 
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have not been carefully filed to remove all burrs after theit 
stamping or milling has been performed. ^H 

Determination of k, the Coefficient of Useful Leakage. ^H 

As the ampere-turns corresponding to the air-gap alwa)*? 
represent the most important fraction of the total excitation, 
the coefficient k plays a part which cannot be neglected. 
In previous editions of this work some data as to the 
approximate value of this coefficient were given, but it has 
since appeared advisable to establish a formula for 
rigorous manner. 




I 



Fig. S8, 



Let <p =■ the total number of useful lines which enter ^ 
armature; 
^1 = the total lines leaving a pole surface; 
0; — the total hnes of the two leakage fields respec- 
tively to right and left of the poles {se<^ 
Fig. 90) ; 
L, and L, = their respective conductivities; 
/ => length of armature. 

We shall then have 

= 0, + ^j. 
Then the well-known analogy between the law» guv-ei 



respcc- 
les (s«; 
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electric currents and those which apply to the magnetic 
field show that the total magnetic conductivity is equal to 
the sum of the individual conductivities, or 



jL.2;i 



K K 



lO 



= Li + L 



2 



(77) 



4 TT b I 

We have determined Li in a preceding chapter. Its value 
in terms of the data given in Fig. 90 is 

To ~S iP 



Lx = 



(78) 




a-^iJ 



In relation to the leakage lines, we will suppose that 
these are grouped on either side of a pole, following arc» 
of circles of which the radii are equal to the distance from 
the pole comer, a subsequent straight element being added 
equal to the air-gap, S. Let ^ a -¥ 8 - the length of the lines 
of force; ^ should receive the following values, according 
to the angle a which the pole surface makes with the 
armature : 



a 



90 



a = 120 , 






a = 150 , 
a - 180', 



i = U; 



If 
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Consequently, for any particular element of the field at 
distance a from the pole corner, the conductivity is 



whence the total conductivity is given by 



^ 10 



Substituting in (77) the respective values of L^ and Lj 
the aid of equations (78) and (79), k can be determined. 



a: = 



I + ^' . I X 4-6 log,o(^ +1) I + =- * 



. (5q). 



Plate IX. at the end of this book contains the values 
calculated for x, and should be found useful in the stiKl3^ 
of the dynamo. 

Example. — Let us suppose that the bore of a dynamo with ^ 
smooth armature {k = i) is equal to 32 cm. ; the pole arc =- 
35 cm. ; c = 7*5 cm., S = 1*2 cm., and a = 150°. 

Table IX. gives for these values 

X = 2*62 ; 
and consequently 

I I 
K = = — = 0-93. 

b 35 

For dimensions not contained in that table, the value of -* 
may be obtained either by interpolation, or, that which i^ 
often more simple, by the aid of equation (80). 

Determination of the Leakage Loss. 

In order to take account of the loss by leakage we wfl^ 
use Fig. 91, where the dotted lines it the flux lo^ 

by leakage. 

It is evident that the 
number of lines, since it is i 



1, this number is diminished in passing through the 
:nre as well as through the field magnets, since, suitable 
being open, a large number of lines form short-circuits 
gh the air. 

consequently, fji denotes the flux emanating from a pole 
intering the armature, and a' <j> the loss between the 
in I. and the armature, the total number of lines which 
be generated is 

^</. = (r + x). 

B coefficient v could be determined by calculation or 

imentally. 

r the latter purpose one or more turns of wire are made 
round each of the sections 
I., 11., III. ; these coils must 
be capable of being connected 
with a ballistic galvanometer 
through an adjustable resist- 
ance. The two coils, III., 
should be grouped in series. 
After having connected either 
of the three coils with the 
galvanometer, we shall ob- 
tain, on quickly breaking the 
magnetising circuit (or, better. 
ftg the latter), a throw of the needle which will be 

jrtional to the total number of lines of force which have 

he secondary circuit. If d I., d II., rf III. represent the 
ter throws thus obtained; then for section I., 




[ FIG. 9> 



ttl 
tl 



dJL_ . 
~ dU. ' 

dUl. 

' dii. 



S^^ftlne thus obtained is occasionally less than unity. 
\ai case it is possible to reduce the sectional area of 
[ part of the magnetic circuit. 
: experiments, such as the above for other 
S machine, it will be found that !■ is aUere<I, 
laaiumum value is different for different types 
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Nevertheless, we could suppose, without committing anj- 
very great error, that v is constant for a certain length. 
The magnetic circuit could thus be divided into a number 
of sections, the theoretical value of B may be calculated 
for each of these, and, finally, the numbers so obtained are 
multiplied by the coefficients v^, vj Vi, etc. ; these may 
approximately be determined from the maximum value. 

Hence, to determine the 
loss due to leakage, we must 
pursue the following course : 
Let us suppose that the 
primary poles of the magnetic 
circuit are found at a and b 
p '. (Fig- 92), the subsequent 
' ' j paths of the flux being taken 
;' /' as in different elements of 
the circuit connected in 
parallel. Let ^ represent 
the useful lines which pass 
through the element a R b. 
and let i: ^ represent the 
total number of lines passing 
ines lost will therefore amount to 







; and b. The 



between 
iv - I) 0. 

Let us denote the magnetic resistances of the different 
circuits as J?„ Kg, R^. 

In accordance with what has already been explained, the 
lines of force traversing the armature are determined by 
C™ N,„ = A* ^ + i?j (,. 4,). 
This may also be written 

C«N„, = R,{vl>) + Ri(v - i)^, 

since the leakage field is produced with the same number 
of ampere -turns. 

Equating the above values, we obtain 

Riiv - 1) f~ R ifi; 
Numbers safficiently 1 



whence 



■«i» 





DYNAMOS. 165 

2 S 

by substituting for R the resistance of the air-gap, — k ; 

to determine Ri we must use the following method suggested 
by Prof. Forbes {Journal, Society of Telegraph Engineers, xv., 
551, 1886, and Electrtcia7ty December, 1886). 

IjBt Li, L2, L3 represent the values of the reciprocals of 
the resistances of the several leakage 
fields^ of which the total resistance = 
i?!. To determine Lj, Lg, Lg, etc., one 
or other of the following methods must 
be employed, according to circum- 
stances : 

(a) Between two opposed parallel 
and nearly equal surfaces (Fig. 93), 
the conductivity in air is equal to 
the mean of the areas of the two ^^°- 93- 

surfaces divided by the distance 

separating them, .the measurements being all given in 
centimetres. 

J 1 A B + C D ^ ,0 V 

Lj = 4 =r^F ^» .... (82) 

tL r 

a being the length of the surface in a direction perpendicular 
to the plane of the paper. 

(6) If the two surfaces are situated in the same plane 
<Fig. 94), and if their distance apart is not greater than 
a certain value, we have 

U= '' loge-- -2-^1 log,o-2 . . . (83) 
TT ri IT Ti 

n, = O A, 7-1 = B. 

(c) In the case where the distance dividing the planes 
-exceeds the above-mentioned limit (Fig. 95), we may apply 
the formula : 

T a t^^ IT AB-\-2 A . a. 7rAB + 2 0A ,0, 

L, = - lOge - --7S-T = 2-3 -logio ^r-r . (84) 

X 2OA TT 2OA 

The total conductivitv is 

L = Li + L2 + L3 = -^ . . . . (85) 

methods above indicated will completely suffice 
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for the solution of any problem occurring in practice. When 
the leakage is propagated through the exciting coils of the 

field magnets, it is neces- 






• • I * V 

///'.''-.1:-N\\\ 

' » / . / \ \ » * '. 

! ' * ! *n I » » » \ » 

I • • > • rJ I * • t 1 • 



sary to remember that 
only one part of the ex- 
citing coil produces the 
leakage flux. In lieu of 
a more complete and com' 
plicated calculation, we 
may take the conductivity 
in this case as equal to 
half that obtained by the 
above methods. 

Example. — We will apply 
the above methods to 
calculate the leakage in a bipolar continuous-current motor 
with vertical horseshoe magnets (superior type), Fig. 96. 





^0 



Fig. 95. 




(a) Leakage between A and B, and between C and D 
(case c above), inside the exciting coil : 

L, = i X 2 X E9 X 2-3 log xo ^ >< 85 + 2 X 4-5 ^ 

(h) Leakage between A and B, and between C and D 
(case c), above the exciting coil : 

We have approximately 



Lo = 2 X 



18 



TT 



"" 2-3 logio 



TT X 7 -I- 2 X 7 
2X7 



(c) Leakage E F (case a) from intent 



I0-& 



"oil: 



L.-ix£ 



' '(rf) Leakage G H (case t) ; 

L. - — X 2-3 log„ 



L, + Li + Lj + L, 






Taking account of the magnetic resistance of the cast iron 
Iju = 100 about), we find 



4 X ^14 X 12 



-) ^ "" ■ 

10' 4 V 



K. 



- o-oog t 35-6 = 1-32. 



This <ting)e example will show that the engineer designing a 
dynamo has a certain amount of latitude, and that the final 
result will depend to some extent on his individual ability. 

To avoid unnecessary complications, we only obtain, as 
a general rule, the leakage coefficient for that part of the 
magnetic circuit which 
ta- /^ ^ '^ covered by the ex- 

citing coils, the rest 
|r™*^ of the leakage being 

''"1^^^ ""■ neglected. 

^ .Wm^f _ A glance at Table X. 

"' ^ItHt H — ■■- at the end of the book 
B '^^mS . will show that the 

, .f^^S^..- leakage coefficient varies 

very much with the 
J typ^ of dynamo, and 

*■'"■■ 9''- that it sometimes at- 

tains a verj' high value. 
However, it would be unwise to attach too much importance 
to this fact ; indeed, the magnetic resistance of the parts sub- 
mitted to the leakage field was relatively small in comparison 
with the total magnetic resistance, whilst the exciting current 
attained only a small percentage of the total current. 

Leakage, consequently, plays only a secondary part in 
comparison with the other particulars, mechanical and 
electrical, which characterise the different types of dynamos. 
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Examples Concerning: the Calculation of the Winding of Field 

Magnets. 

(a) Alterations in an Existing Machine. — ^We have already 
shown in what manner the winding of a dynamo may be 
determined, using the curves obtained for another machine 
in which the bore of the field magnets is similar. In the 
case of smooth armatures this condition cannot always be 
fulfilled. According to the style of winding employed, we 
might find it necessary either to increase the bore, or, on the 
other hand, we may be able to decrease the air-gap, owing to 
the armature windings being executed with finer wire. As in 
these cases we only alter the magnetic resistance of the 
air-gap, the resistance of the rest of the magnetic circuit 
remaining constant, we can easily determine, by known 
methods, the necessary alterations in the excitation. 

Let (C,rt N,n) = total number of ampere-turns for the air- 
gap ^i; 

(Cm N,n)' = total number of ampere-turns for the air- 
gap ^2 ; 

K and K being the leakage coefficients ; 

Bi = <? = the induction in the air-gap. 
We have 
(C,„ N,„)' = (Cm Nm) - ^^kk'Bi26+1^kk' Bi 2 a,. (86) 

4 TT 4 TT 

K and K will vary in value according to the size of 6^ 
but if Oi and (Sg do not differ very greatly in magnitude no 
very serious error will be committed in taking the leakage 
coefficients as equal in the two cases. Equation (86) thus 
reduces to 

(C,M N,«)' = {Cm Nm) - I"6 K K B< (ij - J,). . (87) 

Example i.— In the case of the 3-kw. diiiigiiifl Vihir.h had 
already been considered (p. 140, Fig. t0 

3 mm. Supposing that the new ma ai* 

an air-gap of 4 mm., it is required 
of ampere-turns that will suffice \ 
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For 148 volts, we have 



^ = ^48 X 



60 X 10* 



= 1,500,000, 



Let 



1,400 X 414 

S/ = 6 X / = 22 X 16 = 352 ; 

. -D 1,500,000 
.*. B/ = -^ — ' = 4,250. 

352 
We will now determine k and k. 

For a = 180°, c = 6 cm., we have, corresponding to ^1 
= 3 mm., the value of k = 0*964; corresponding to iSg = 4 mm., 
the value ol k = 0'956. 

The small difference between these values will permit us 
to take K = constant = 0*96. 

Similarly, k = constant =1*3. 

Hence from equation (87) we have 

(C« Nm)' = 8,360 - 1-6 X 0-96 X 1-3 X 4,250 (0-3 - 0-4) 
= 8,785 ampere-turns. 

It is often advantageous to obtain for the new dynamo with 

its modified air-gap, 
1-6 K^-B/ (Sr -S,) 



m A 



not only isolated rela- 
tions such as those 
determined above, but 
the entire character- 
istic of the machine. 
For this purpose we 
calculate the value of 
the factor /c /c' x i*6o B/ 
(^1 - ^2) for 2iny value 
whatever of B/ , pro- 
vided it is sufficiently 
large. We now plot 
this value parallel to 
the axis of absciss*, 
as shown in Fig. 97. 
noillt thus obtained by a straight line with 
s > 5j we reduce the abscissae of Curve I. 
it line thus obtained ; when ^1 < ^2 we 
9 straight line and curve, then the 
ified machine is obtained. 




(C. NJ (C« N„) 

Fig, 97. 
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vmding. 



Example 2. — The electrical engineer is often called 1 
solve the following problem ; A motor is found fro 
io run at a smaller speed than that for which it has been detig^ 
it is required to increase its speed to that for which the d 
made. 

When the difference between the speeds is not very great. 
and when the motor in question possesses a shunt winding. 
the solution of the problem is given at once: ip mu! 
diminished by duly increasing the air-gap. 
series-wound motor, one or other of the following med 
may be used : (i) A part of the field-magnet winding mafl 
unwound ; or (2) the air-gap may be increased. Botii 
methods are often employed at once. The unwinding of 
the magnet coils presents the disadvantage that it may 
lead to sparking at the ccimmutator; on the other handl 
when the air-gap is very much increased, the leakagft' S* 
augmented, but the lead of the brushes and the sparhinff 
become less. The diameter to which the bore of the 
field magnets should be increased is easily calculate)} 
from the results of the following experiment : 
motor is run with the prescribed current strength^ 
terminal voltage, and the excitation is varied by 1 
an adjustable resistance till the speed acquires its 
value; (in the case of a shunt-wound machine, the resistance 
is inserted in the field-magnet circuit ; in the case of 11 
series machine, the adjustable resistance is connected it» 
parallel with the field-magnet windings*. We thus obtain 
two different excitations — the first without resistance, 
corresponding to a reduced speed ; the second with a 
resistance inserted, corresponding to the required speed. 
The difference between these excitations is now to be 
compensated by means of an increase in the size of (he 
(lir-gap. 

Let B( be the induction in the air-gap for the nor mal 
speed, and (C^ N,«)' the difference between the 
turns of the exciting circuit in the above two experil^ 
Tlic increase in the air-gap is given by 

10 Bi 
or the diameter of the magnet borin'* 
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When the exciting circuit and the air-gap are both 
UDiultaneously modified (in the case of a series motor), 
we denote by (C„ N„)" in the above formula that part of 
the excitation which is not compensated for by an alteration 
in the binding. 

(6) Calculation for a Dynamo to be Canstrucied. — We will 
Emit ourselves to illustrating, in two examples, how the 
fi^rmulse established above may be applied to any particular 
case. We will avoid that side of the question which has 
already been treated of in Chapter 11. 

As a matter of fact, the dimensions and winding of the 
vmature are determined simultaneously with those of the 
$eld magnets, and the dimensions of the armature cannot 
be considered as finally settled until appropriate dimensions 
have been determined for the field magnets. Although the 
methods previously described leave the engineer a great deal 
of latitude in the course to be followed, yet it is well to 
'recognise from the commencement what path it would be 

;OSt rational to select. 

After having determined the approximate dimensions of 
the armature by the aid of the equations (50) to (53), or, 
better, after these approximate dimensions have been assumed 
'from the results of previous experience, we pass on to the 
'determination of the number of wires. N. assuming a certain 
number of ampere • turns per centimetre length of the 
periphery of the armature. We have 



N 



- ^ 2 >i D -^ 



At this point the tables on pp. 78 and 79 can be consulted ; 
il varies according to the size of the machine, between very 
wide limits ; from Go to 150 and more. 

In place of the above procedure, we might equally well 
make use of the equations (47) and (48) and calculate the 
■pproximatc diameter of the wire, verifying our results by the 
lit] of a rough drawing <p. 68) illustrating the method by 
"1 the wires may be disposed around the armature; it 
imed that in small dynamos, k will not exceed 80 
whilst for large machines if will approximate 

n designed, the space reserved for its 



I 
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reception being approximately calculated ; and the air-gap 
being decided upon, the number of ampere-turns necessary to 
produce the required flux is calculated. 

In order that the machine should work with a certain 
stability (p. 81) the ampere-turns for the rest of the magnetic 
circuit should be about equal or slightly superior to those 
necessary for the air-gap. This reasoning permits us to 
adopt appropriate sections for the field magnets. 

This calculation is verified by making a comparison between 
the ampere-turns of the armature and those of the field 
magnets. The first are calculated for a given magnetic 
circuit from the formula : 

Ampere-turns of armature = 

4PP1 

The ampere-turns of the field magnets are given by Cm Nm- 

For ordinary borings Cm Nm should be between two and 
four times the number of ampere-turns of the armature. The 
dimensions of the field windings must therefore be chosen 
with due regard both of their relation and of the space at our 
disposal for the reception of the exciting coils. This latter 
point may be verified by the well-known formulae (pp. 87 and 
88). P2quation (27) may also be used to check our results. 

When, by means of repeated changes in the dimensions 
and winding, we have obtained results sufficiently consistent, 
and when the losses in the various circuits do not differ 
much from those which were initially prescribed, a final 
calculation of the winding may be made. But the task of 
calculating is not even then finished. The resulting machine 
would indeed fulfil to within a little all the conditions as 
to output and working, but it is not at all certain that 
the sparking would not be excessive. 

But as we are at present occupied with the winding of 
the field magnets, the above points may suffice ; the 
verification of a design, taking account of the sparking, 
will be considered in a special chapter (Chapter VI.) 

Example i. — It is required to construct a bipolar series- 
wound dynamo of 4*5 kw., the speed being 19200, and ther 
general form being given in Figs. 98 and 00. 

Let E = 125 volts. 
C = 36 amperes. 
D = 20 cm. ; / = 18 cm. 
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The armature is to be toothed. 

Number of slots = bo. 

Number of wires per slot = 4, and therefore N = 240. 
. Diameter of bare wire = 3'2 mm. ; with insulation = j'g mm 
. Section of wire = 8 sq. mm. 
, Mean length of an armature turn = L = '55 m. 

[t follows that the fall in pressure will be 



= 3 volts. 



us suppose that the drop in pressure due to the 
mature reaction is equal to 10 volts. 
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Calculatiioi of the Field Magnds,~lt follows from Table X. 
that e = i'i8 for the core of the field magnets. The leakagi; 
is naturally modified by the length of the rectangular yoke 
(external magnetic circuit). We will take account of this by 
augmenting the section of the circuit outside the exciting coils. 
and taking throughout i- = i. 




Flc. 99. 



To determine the poles we may refer to Table IX. 

« - i8o, c = ^'s cm.: 

consequently « = o*g8, 

K - ij {p. 

In this, us in all similar calculiLtt6n$| 
a definite melhud of labalating our rosi 
found valoabic in connection with our 
Chapter N). 



Seclion 


&! 


Cm. 


S 


= a25 






h( 


= 415 


Sa 




S'a 


= ,8S 



























IS" 

i2# 


/(B). 


11^ 




% 


ao-8 
77 






15,700 
IS. 7™ 


}" 


iS-8 



Air-gap 

Notches ., 



Aniv>erc-iiirns per field magnci = — 
MeaD iength of a (ield-ma.gnet turn - 



['i,i6o = S,t6o. 

077 m. 



S«Mion of wire for field-magnet winding = -22-^ — i_4- 

50 X 125 
= I square millimetre. 

Diameter of bare wire = 12 mm. 

Diameter of insulated wire = i"7 mm. 

Number of turns per coil = 43 layers of 53 turns = 2,228. 

Exciting current = - ' - "t - : 2,228 = i'83 amperes. 

2 
Verijiiation. — In order that the poles should not be reversed 
by the armature field, it is necessary that 
C N i 



2/, Dt; 



< B (see equations 26 and 27) ; 
DSB . 
C b ' 

20 X 0-25 t 8,900 



N < 10 >, 



= 54"- 



40 X36 



36 X 23 

We therefore have a coefficient of safety = =3- = 
240 

Ampere-turns of thearmature (from equation 87)= '^^ 

4 K i ^ I 

" 1,160. 

Ampere-tur ns of field magnets _ 8,140 _ , 
Ampere-turns of armature 2,160 

" ' ' * 'the Losses.— ii) Loss in the Iron. — As the 
i^ly saturated as the core, we will include 
""" calculation. 

4,o5o cubic centimetres. 
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If 1; = 0*003, then 

tj B^'^ = 15,510 (determined from Table VI. by interpolation). 

Number of alternations w = -^ = 20. 

60 

Consequently, the loss in the iron is 

4,060 X 15,510 X 20 X io~" = 126 watts. 

In a calculation such as this we obtain too great a result, 
since the armature reaction reduces the number of lines. We 
therefore have in the armature a number of lines corresponding 
to the terminal voltage of the machine, plus the ohmic loss. 

(2) Loss by Foiicault Currents. — Thickness of iron discs 
= 0*05 cm. 

According to equation (36) the loss in watts is for the iron 
16 {a w By V ^ 16 (0*5 X 20 X 15,700)^ X 4,060 ^ jg ^^^^g 
10^^ 10^^ 

The loss due to eddy currents in the copper and the solid 
iron may be taken as 48 watts. 

(3) Ohmic loss in the wire of the armature = 3 x 36 = 

108 watts. 

(4) Loss in the exciting circuit = 1*83 x 125 = 230. 

(5) Loss due to friction (coefficient of friction, o*o6). 

Taking account of the traction exercised by the driving 
belt, the pressure may be considered to be distributed between 
the two bearings in somewhat the following manner : 

Z d Dissipation of Energy. 

Large bearing 132 kgrm. 45 mm. 22*4 kgrm. meters 
Small „ 46 „ 35 „ 6-1 



>9 >} 



28*5 kgrm. meters = 280 watts. 

Recapitulation, 

Watts. 

(i) Loss in the iron due to hysteresis 126 

(2) „ „ ,, eddy currents ... 16 

,, copper ,, ,, „ ... 48 

,, due to resistance of armature circuit 108 

„ exciting „ 230 

mechanical friction 280 



(3) 
(4) 
(5) 






Total loss 8o9 

Energy utilised ^ 

Total eneigy 



Efficiency = i^^ — = 84'5 per cent. 
5.308 
By the use of ball bearings the ft-ictional loss might be I 

reduced to about a fifth of the above value, i.e., to = 

5 
56 watts (about). Consequently in that case the total loss I 
would be = 5S4 watts, corresponding to an efficiency of -I 

4.500 + 584 

Heating — Field-Maf^net Circuit. — Exposed surface of an I 

exciting coil = {34-5 ir t g) (34-5^ - 17O- x 2 = 2,375 sq- cm. 
4 
Loss in watts per bobbin = -^ = 115, 

Heating, according to equation (45) = 335 x 



- = 8o'5 per cent. 



= 17" C. , 



^.375 
(about) . 

Armature. — For a correct determination of the heating ( 
the armature we should calculate separately the heating of I 
the conductors in the iron carcase, and that of the external \ 
connections. 

The length of a turn is equal to 0"55 m., of which o"i8 m. 
lies within the iron of the armature. The corresponding 1 
loss is 

-- X 108 = 35 watts. 
o'55 
The other losses =190 ,, 
Total loss = 225 „ 
Surface = aow x 18 = 1,130 square centimetres. We have 1 
neglected the faces at front and back of the armature, which 
lose little heat by radiation. 

Heating, according to equation (44) = 225 ---^--is'C. 

1,130 
Example 2, — The following calculation presents all the 
more interest as it refers to a dynamo constructed at the 
•fi Works, which obtained a first prize at the Exposition 
He at Paris, i88g (Figs. 100 to i02),' 



1 
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The following data refer to this machine: 

Terminal pressure = 600 volts. 

Current strength = 330 amperes. 

Speed = 500. 

D = 96 cm. ; / = 50 cm. 

N = 400 ; the winding is made with a cable of ig » 
the diameter of each being i'3 mm. ; sectional area of 
cable = 25 square milhmetres. 

Four brushes. 






i 




Mean length of an armature turn = I'jS m. 
,, .. a field-magnet turn - 2'24 m. 
Fall in pressure in armature 

= ^ X ^°° X ''5S 

4 4 50 " 25 

Fall of pressure due to armature reaction (calculated) = 
„ ,, in ficid-magnet circ* * - 

Total ... 



i8o 
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(600 + 40) 60 X 10^ 1 

= >- — ^ ^ = 10,200,000 per pole. 

400 X 500 

Calculation of the Field Magnets. 



Detail. 



Cast 
iron 



I 



Poles 
External mag- 



Sectional 
Area in 
Sq. Cm. 



S'iw = 2,200 



netic circuit ...' 
Air-gap . 
Armature 



Leakage 
Coefficients. 



y = ri5 

(assumed) 

S"iw = 2,300V=I 

S/ =2,300 If =o'9 
Sa =1,300 



S-l U4 




*t: c 


V 




o-s 


^^ 




-iJ 


w ._ fi 




J3 


Numb 
Lines 
Sq. Ci 


^(B) 


Lengt 
Lines 
Cm 


10,000 


164 


76 


8350 


89 


163 


7,500 
14,000 


— 


3-2 


24 


52 



X 

s 



12,500 

I4.5«> 
24,000 

1,250 
52,250 



10 



Ampere-turns per Held magnet = . 52,259 = 41,800. 

4 «• 

The four field-magnet coils are connected in parallel. 
Current strength per field - magnet coil = 53_ = 82*5 

amperes. 

Number of turns per magnet coil = "i-^ — = 254- 

2 82-5 

Sectional area of wire for a loss of 13 volts : 

2^4 X 82*5 X 2*24 . .,,. . 

s = -^-i ^ = 72*2 square millimetres. 

Diameter of bare wire = 9*6 mm. 
Diameter of insulated wire = io*6 mm. 

Verification. — For ^ = 0*6, we should have, by equation (27), 

N < 6'37 X 7,500 X r6 X 2 X 2 ^ 

830 X 0*6 

The existing value of N = 400. 

Ampere-turns of armature = ?3P_.^.4?? = 8,250. 

4x2x2 



Ampere- turns of field magnets = 41,800. 

Ampere-turns of field magnets ^ 41,800 
Ampere-turns of armature 8^250 



5 (about). 
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Losses. — (i) Loss in the iron, due to hysteresis : 
Volume of iron = 166,000 cubic centimetres. 
Induction B = 14,800. 
jy B*-* = 14,100, if 1; == 0*003. 

Number of alternations w = ^—-^ — = i6'7, 

60 

Loss: 14,100 X 167 X 166,000 X io~^ = 3,920 watts. 

<2) Loss due to eddy currents (thickness of iron discs 

= o*o6 cm.) : 
Loss in armature core 

= 16 (o'Q6 X 167 X 14,800)^ 166,000 ^ g ^g^^^g. 

Loss in the copper (estimated) = 1,170 watts. 

(3) Loss due to resistance of the armature circuit 

= 10*4 X 330 = 3,440 watts. 

(4) Loss due to resistance of the field-magnet circuit 

= 13 ^ 330 = 4,290 watts. 

(5) Loss due to friction : 

Z d Loss. 

Large bearing 2,560 kgrm. no mm. 4,330 watts 

Small „ i>530 kgrm. 100 mm. 2,360 „ 



Total 6,690 ,, 

Recapitulation. 

Watts. 

(i) Hysteresis loss 3,920 

(2) Loss in iron, due to Foucault currents 585 

„ copper „ „ „ 1,170 

(3) Loss due to resistance of armature ... 3,440 

(4) „ „ ,, exciting circuit 4,290 
<5) Frictional losses 6,690 



Total loss 20,095 

Energy utilised = 330 x 600 = 198,000 

Total energy 218,095 

Efficiency = -^^ = 91 per cent. 

218,095 
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CHAPTER IV. 

Experimental Determination of the Permeability 

OF Iron. 

Hopkinson's original apparatus for determining the perme- 
ability of samples of iron is described in all text-books of 
electricity. As, however, it is not well adapted to oar 
practical needs, a modification will here be described. 

The sample of iron to be examined (which may be cast 
or wrought) has the form indicated in Fig. 103. To ensure 
exact measurements, the sections of the two magnetic circuits 
should be equal ; moreover, the distance between the two 
branches should not be too small, on account of the magnetic 
leakage. On the middle branch are placed two bobbins — a 
large one, I., comprising as many turns as possible, and a 
small one, II., comprising two or three turns. The number 
of turns on the bobbin I. depends on the mean length, L, of 
the magnetic circuit and the strength of current employed. 

Suppose, for instance, that L = 50 cm., and that it is 
required to magnetise up to 19,000 C.G.S. lines per square 
centimetre, the test piece being composed of cast steel ; w^e 
shall require about 240 ampere-turns per centimetre length 
of the circuit, or altogether 

240 X 50 = 12,000 ampere-turns. 

If, therefore, the current strength is about 80 amperes, the 

bobbin I. should comprise —^ — . 150 turns. 

The resistance R is designed to vary the strength of the 
exciting current, the latter being read off from the ammeter, A. 
G is a ballistic galvanometer, calibrated by means of a con- 
denser, so that the quantity of electricit** ^lunm^ 
it can be directly determined from thf '^ ^ 

The number of magnetic lines of i 
is determined by rapidly reverai 



iS3 I 

means of a rockiog commutator ; the resistance Ri is 

iployed to regulate the resulting throw of the galvanometer. 

Let be the total number of lines of force traversing the 
section a ; the alteration of this number due to the reversal 
of the exciting current is = +if)-{-f) = 2 </>. 

The corresponding quantity of electricity discharged through 
the galvanometer is therefore 



Q- 



K> 



where N denotes the number of turns in the bobbin II. and I 

Ri the total resistance of the galvanometer circuit — i.e., the | 

supplementary resistance + the resistance of the bobbin II. 

the resistance of the galvanometer, all measured 





C.G.S. units. As the throws of the needle are proportional 
to the quantities of electricity sent through the galvanometer, 
■we shall have, corresponding to a throw of the needle d, a 
'quantity of electricity, Q, given by 



« - Q. 



where rfi denotes the throw corresponding to the discharge 
if a (juantity of electricity Qi from the condenser. Hence ] 



= Q. 



of the Galvammeter (Fig. 104). — By the aid of J 

key, U, the condenser, C, is first charged f 

', A, and subsequently discharged through 
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Let E be the E.M.F. of the battery, in volts (in practice 
a single cell, of which the E.M.F. is accurately known, is 
alone required) ; K, the capacity of the condenser in micro* 
farads. Then 

Qi = E K 10-7 in C.G.S. units . . . (89) 

It should be noted that, for purposes of exact measurement, 
an observation of the first throw of the galvanometer needle 
is alone insufficient to determine rfj. The first and second 
oscillations, rf/ and d{\ should be observed, when 

di = 1*25 di - 0*25 di" . . . • (90) 

The Author's Apparatus for Determining the Permeability 
of a Sample of Iron. — Methods similar to the above labour 
under the disadvantage that serious errors may be caused 
by variation of the external magnetic field; for this reason 
they are unsuitable for use in the workshop. Moreover, 
another inconvenience is introduced by the fact that samples 
to be examined must possess a considerable length. In order 
to obtain exact data, it is necessary to cut the sample to be 
examined from the actual piece of iron whose properties are 
required. It is only under these conditions that we may 
feel assured that the properties of the two pieces of iron 
are identical. Thus, small bars, cast by themselves, possess 
a structure entirely different from that of massive castings, 
and are harder owing to the more rapid cooling they have 
been subjected to. The magnetic permeability also varies 
in a like manner. 

To evade this difficulty, the author has constructed an 
apparatus in which only small bars, 80 mm. in length, and 
with a sectional area of 500 square millimetres are required. 
Whilst affording sufficient accuracy for practical purposes, this 
apparatus may be simply and rapidly used. (Similar apparatus 
is used in the workshops at Oerlikon, in those of M. J. Farcot 
at Saint-Ouen, at the arsenal of the Austrian Lloyd's at 
Trieste, and by the firm of Easton, Anderson, and Co., at 
Erith, etc.) 

The complete measurements necessary for drawing a curve 
up to the saturation point require only five minutes. 

The construction of this apparatus depends on the principle 
of the magnetic balance. 
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According to Maxwell, the tractional force which a magnet j 
of section S and a density of lines of force equal to B could | 
4evelop is 

B'S 



Z = 



- kilogrammes 
B*S 



hV^ 



in round numbers. . (91) 



' = 5.000 J'j^ . . (92) 



Consequently, when Z is known, B can be calculated by 
of equation (92). 
till Dkteumtnisg B from Z, fsiNr. a Bar 25'3 .mm. is Diammkh. 





Z, 




Z. 




/., 




/.. 


B. 


Kilo- 


B. 


Kilo- 


B, 


Kilo- 


B. 


Kiio- 




gtamiiies. 




gram mci. 




grarames. 




gtammeB, 


500 


■.■05 


S.5™ 


6 'OS 


10,500 


iao 


iS.5<« 


48 'O 


1. 000 






7'ad 




ii,-z 






l.5«> 


045 


6,500 


8-45 


u,5oo 




16,500 


578 


a.000 


o'So 


7.oo<. 


9 'So 






17,000 
















61 -J 


Aooo 




8,000 




13,000 


33-8 


1 8, 1100 




IS"! 


a'45 


8,500 


.4-50 


13-5™ 




18,500 




4.0'X' 




9,000 




14,000 


392 


19,000 


72-3 




4VS 


9.500 


18 -oo 


14,500 


43-0 


19.500 


76.. 


5.000 


St-i 


10,000 


ao'oo 


15,000 


45-0 


.0.000 





Fig. 105 shows the elevation of this apparatus, and Fig. 106 
^ves a general view of it when set up ready for use. 

Around the sample bar, it, is placed a bobbin, the arched 
pieces, h and c. which possess a sectional area much greater 
than a, forming with a a complete magnetic circuit. The 
arched piece b rests on two knife-edges, d, so that the surfaces 
* e remain always at the same distance apart, whatever may 
te the position of the apparatus. The surface, /, as well as 
the ends of the sample bar, must be made exactly plane, 
rin order to facilitate working, the bobbin is supported 
on a carriage, so as to permit of its quick displacement 
toward one side. The arched piece g serves to maintain I 
equilibrium whilst the lever, k, is adjusted. 
- Calibralion of the Apparatus. — The weight, i, is first adjusted | 
^ as to obtain equilibrium, its position being marked on the 1 
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IcvL-r, k, with a vertical scratch. Suspending successively 
weights Z (given in the preceding tablej from the arc 



/•^^^'•^^r" ^ _ Ami/t^ 




piece g, and moving the weight, i, till equilibrium is in f 

; re-obtained, the lever, k, can be calibrated so as to giw 
direct readings for Z. 




The last mark indicates the values of B when Ihe a 
} raised. In this latter case, the weight off 
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must be added to Z. By this means we avoid overweighting; 
the knife-edges, as well as the necessity of having a vei 
long lever. 

It follows that during the time that a measurement 
being made, the apparatus should be placed with the levf 
homontal ; accurate results can be obtained only when thisl 
precaution is taken. 

When a long series of measurements are to be made it is-l 
well to graduate the ammeter in terms of the number of! 
ampere-turns per unit length of the test piece (= one-eighth<-l 
of the total ampere-turns). 

Let us suppose that it is necessary to examine a give* 
test piece : the weight, i, is placed at a point corresponding; 
to a given density of lines of force, the arched piece g and h 
being suspended, and the exciting current is reduced, by the I 
aid of a rheostat, until the armature of the electromagnet is I 
just detached. One could equally well maintain the exciting; 
current constant, and alter the position of the weight, i 
the armature is detached- 

CcrrcLiion of the ResitUs of Tests. — When it is required tO' j 
examine samples for saturation values of B, the magnetic- 1 
resistances of the yoke and the air-gap, c e, may be neglected. I 
On the other hand, for smaller values of B, a small correction^ I 
tnust be applied. As a matter of fact, with the dimensions- 1 
given in the diagram, in order to overcome the magnetic I 
resistance of the yoke and the air-gap, ce, together with 1 
air-gaps at the ends of the sample bar, an extra number orj 
ampere-turns equal to 



1-8 
1,000 

must be added. With 
'ill become 

0-22 B 

1,000 



B + 



"'9 
1,000 



B 



sample bar 



o-ii6 B 
1,000 



length, this 1 



In the first term account is taken of the magnetic resistance I 
jof the iron : in the second, that of the air-gaps. 

As already stated, the measurements thus obtained are | 
sufiiciently accurate for all practical purposes. Thus, even i 
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the correction factor is taken twice too small or too great, the 
maximum error possibly introduced with a wrought-iron test 
piece magnetised to 10,000 lines of force will be at most 
20 per cent. ; in cases where the test piece is saturated, this 
^rror completely disappears.* 



\ 



CHAPTER V. 

Solution" ' of Some Practical Problems bv 

Methods. 

Graphic methods have seldom been employed for the 
purpose of effecting systematic calculations in connection 
with continuous-current dynamos, a fact which is the less 
comprehensible when it is remembered that no known J 
method can entirely dispense with the use of similar'! 
principles. 'I 

The reason of this restricted employment of tjraphic 
methods must doubtless be sought in the prevailing ignor- 
ance of the benefits which would spring from their use. 
To our knowledge. M. Picou, in his work on "Dynamo- 
Electric Machines," was the first to present such methods 
in a form capable of being practically used. 

For this reason we will, in the following pages, pass in 
review some of the most important problems in connection 
with continuous-current dynamos, so as to point out the 
simplicity of their solutions by graphic methods. J 

A. Traolnfr the Charaeteristic Cuftb. I 

To solve the problems which ordinarily arise in practice 
it is generally sufficient to know two or three points on the 
characteristic curve, which may then be traced in the usual 
manner, availing ourselves of Hopkinson's curves. But 
happens sometimes that a greater number of points ai 
required, when the method becomes much more laborious, 
Wiien it is not necessary to proceed with great accuracy^, 
wc may employ the following method, which leads rapidly ' 
to the desired end. 

In the most simple form, the formula of Hopkinson may 
be written : 

C,„ N,„ - U/lB«) + L„/(I5., ) + L,/(B;). 
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In this formula, B^. B^ and B/ denote the density of the 
lines of force in the field magnets, the armature and the 
air-gap respectively ; L,^, La. L/ denote the mean length of 
path of these lines ; and C^ N^ the total number of ampere- 
turns of the magnetic circuit. The values of / (B«,) and 
/ (Ba) may be taken from the well-known magnetisation 
curves ; to obtain / ( B/ ) we may use the formula 

/(B/) = 0-8 ic ic' L| B,. 

which represents the equation of a straight line. The total 
number of ampere-turns is therefore given by the sum of 
the abscissse of two curves and a straight line. The com- 
plication thus introduced is more apparent than real; we 
may as a general rule neglect the values of the curve / ( B^ ) 
in comparison with the greater values of the other two 
terms ; or better, we may assume that / ( B« ) is for values 
occurring practically proportional to B^ The graphical 
method to be employed is then as follows : 

In the case of a dynamo possessing field magnets with 
wrought or cast iron cores, use may be made of Hopkinson's 
curves ; a great number of different curves may be obtained, 
as the magnetic behaviour of different specimens of iron 
vary very greatly. Suppose that the ordinates of such a 
curve denote the number of lines of force per square centi- 
metre, and that the abscissae denote the corresponding 
number of ampere-turns per unit length of the lines of 
force. By multiplying the abscissae by L,^ we obtain the 
number of ampere-turns necessary to overcome the magnetic 
resistance of the field magnets. This may be done most 
simply by dividing anew the axis of abscissae in such a 
manner that the new divisions are each L«, times as great 
as the original ones. 

The ampere-turns necessary to overcome the magnetic 
resistance of the air-gaps and the armature can, as previously 
stated, be considered as approximately proportional to the 
induction. 

As the density of the lines of force in the cores of the field 
magnets serves as the basis for the saturation curves, we may 
calculate once for all the values of B^ and B/ corresponding to 
any sufficiently high value of B,^. Thus 



B; 



B.fi^. 



Cm N«> = L„ 0"O0O5 - 



. + L/ 0-8 



In these formula; we. denote by S„ the sectional area of the 
Beld-magnet core, measured in square centimetres; S,, the 
gectional area of the armature; S/, the sectional area of the 
iir-gap. 

The necessary ampere-tums are given by 

» S„ , 

ir. C„ N« = B„S,(o-ooo5^ = o-8 ^ kk'^ 

The number thus obtained is the abscissa of a point, A, 
rbose ordinate is B„ (Fig, 107), This point may be joined 
iy a straight line to the origin of co-ordinates, O. Adding; 
mccessively, by means of a pair of dividers, the abscissa of 
(he straight line, O A, to the corresponding abscissie of the 
Ltoration curve, O B, the new curve, O C, is obtained. This 
will be the characteristic curve 
^ ^ required. It must be noticed 

that up to the present no ac- 
count has been taken of the 
leakage of the lines of force 
from the field magnets. To 
make allowance for this we adopt 
a new unit for the ordinates of 
the saturation curve, which 
must be v times as great as the 
first unit ( i- being the coefficient 
of leakage 1, The degree of 
saturation which we can ob- 
tain from a given number of 
impere-tums is thus slightly smaller than the value originally 
tbtained. The ampere-turns determined for the air-gap and 
le armature must naturally be taken proportional to these 
tew ordinates. 
When it is required to draw a characteristic curve expressing 
e relation between the ampere-turns and the E.M.F,,anQ( 
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transformation of the ordtnates must be effected. We may 
spare ourselves the double trouble by multiplying the number 
obtained in the last operation by v, and then taking the unit 
for the ordinates of the curve v times greater, i.e., by dividing 
all the ordinates by v. 

Example. — It is required to trace the characteristic curve 
of a bipolar dynamo generating 120 amperes at a pressure 
of 120 volts, revolving at the rate of 1,470 revolutions per 
minute. The cores of the field m^nets are of cast iron, 
and their sections are uniform. 




Mli 



iiiHiiiii' 



The dimensions of the dynamo are as follows : 
L,„ - 100 ; Sm = 390 ; 

L« = 37 ; Sa = 220 ; 

L/ -= 0'6; Si = 631. 

Number of conductors on armature = 180. 
Coefficient of leakage v = vz: k k = 0*9. 
For the purpose of this calculation we will employ the 
magnetisation curve for cast iron, given in Fig. 108, after 
having multiphed all the abscissa; by L™ = 100. 

We arrive in this manner at the scale marked b, in which 
the abscissa: represent the total ampere-turns necessary to 
overcome the magnetic resistance of the field magnets, the 
magnetic leakage being neglected. To take account of the 
leakage, all the ordinates must be subsequently divided ly v. 
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To determine the ampere-turns necessary to overcome 
-the magnetic resistance to the passage of lines of force 
between the pole-pieces and the armature, and in the iron I 
'•^■oi the armature itself, we must make use of the equation 
previously given, substituting for B^ a number as great as 1 
"possible— for example, 11,000. 



C„N„ 



,000 x ^00 fo'OOO'i "- + O'S — O'q ) 
^ 220 631 / 

= J, 290 (approximately). 

This number must now be multiplied by c= I'z. 
1-2 X 3,290 = j,g5o. 

We now obtain the point e, of which the co-ordinates are ; 
3,950 and 11,000 ; this point is joined to the origin, O, by a j 
straight line, O e. The abscissa: of the various points on the j 
straight line, O e, are now added, by means of a pair of | 
dividers, on to the corresponding abscissa: of the Curve I. ' 
We thus obtain the Curve III., which may be taken as the ' 
required characteristic curve when the scale of ordinates ; 
has been divided anew so as to read directly in volts. 

To obtain the voltage corresponding to any given ordinate I 
•of the original scale, it is only necessary to multiply the J 
innmber in question by 

1 1,470 X 180 X 390 



60 X 10^ 



= 0-0143. 



ale d, the magnetic 



This multiplication gives rise to the 1 
leak^e being allowed for. 

The graphic method which has been explained is only 
applicable to the determination of the characteristic curve of 
a dynamo when the armature consists entirely of cast or 
wrought iron, and when its section is uniform for the whole 
"Of the paths of the lines of force. 

B. Determination of the Drop In Voltage of a Shunt- Wound 
Dynamo. 

M. Picou has given a very elegant method for the 
determination of the fall of pressure in a shunt-v 
dynamo. Fig. log represents the characteristic curve of i 
dynamo of this class, e.\pressed in terms of current strength. I 
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and E.M.F. Let E be the voltage at which the machi 
works when self-excited on open circuit. Then 

E 



^m 



= tan a = r. 



(r being the resistance of the field-magnet circuit). 

E 

— • 

r 



Hence 



v^^ — 



Connecting E with O, the current strength, for any vol 
whatever at the brushes, can be immediately found by 
mining the abscissa of the point on the straight line, O 
which corresponds to the particular voltage. It is 
necessary to determine by how much E is lowered when 
current, C, is flowing through the armature, the resistance 
the latter being R. In that case (Fig. 109) ^ = C (R + R 



a 

of 




Tig. 109. 



Mr ^^ ' • # 






• « 



Fig. no. 



In this equation C Ri denotes the probable fall of potential 
pnxhiccd by the reaction of the armature taken approximately; 
;i small error in this quantity will not influence the final result- 
When no information as to the value of this quantity is 
|)()SS(?sscd, we may take it equal to C R or to 2 C R. 

The point A being connected by a straight line to the origin, 
(), a straight line, E E^, is drawn from E parallel to O A. 

El corresponds to the point to which the impressed E.M.F., 
V\, is reduced owing solely to the resistance of the annatore*- 



maa^^necMs, however, produced, 
exciting current is, in fact, modified at the same time. Instead J 




obtained by drawing a horizontal line from Ej, and from itSW 
intersection with the line O E dropping a vertical tine. 

But the new current strength, (C„),, produces a voltage E'; 
treating this new value in a manner similar to that previously 
-described, we arrive at E^, as a second approximation to 
■voltage. 

Proceeding in this manner, we finally obtain the closedl 
.figure 

E,. DEC. 

and it is easy to see that 

F C = D G = e. 

This leads to a much more simple solution of the problei 
In fact, if a straight line, F H, is drawn parallel to O E, theal 
it is easy to see that H O = e. 

One can, therefore, proceed as indicated in Fig. 110..I 
O H is made equal to e, and from H is drawn a straight ' 
line, H F, parallel to O E. From F, the intersection of this 
line with the curve O E, a vertical line is drawn ; the point 
C, where this line intersects O E, will give the required 
terminal pressure of the dynamo. 

The curve shows equally well that the drop in voltage is th&l 
more considerable as the degree of saturation is diminished. 

The above method possesses more importance fi-om 
theoretical than from a practical point of view, since it is| 
impossible to predetermine, with even approximate accuracy, 
the value of C Rj, But it, nevertheless, leads to some I 
important conclusions respecting the working of shunt- f 
wound dynamos- Indeed, Fig. no shows that the straight 1 
line, H F, cuts the characteristic curve in two points, 
G and F, corresponding to the terminal pressures, E, and E, 
respectively. 

As a consequence, shunt-wound dynamos exhibit the 
|ieculiarity that, with a given strength of current, they can 
work with two different terminal pressures. The maximum 
current corresponds to the point of intersection, \^, c>\ 'Cos 
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tangent L K, to the characteristic curve. The manner in 
which the current and the voltage influence each other is 
shown in Fig. 11 1, which can be obtained without difficulty 
from Fig. no. Theoretically, the curve should return to 
the origin of co-ordinates, but, owing to permanent magnetisa- 
tion, the curve actually obtained follows the path indicated 
by the continuous curve. 

From that which has already been proved, we may draw 
the following conclusion : As the external resistance of a 
shunt-wound machine is diminished, the armature corrent 
increases till a maximum value is reached, after which it 
decreases. With a well-designed dynamo it will probably be 
found impossible to obtain the complete form of the above 




Main Current. 

Fig. III. 




fAMPintM rymns 
Fig. 112. 



curve, owing to the risk of burning up the machine. On 
the other hand, by diminishing the resistance it is possible 
to determine a certain number of points on the straight 
part of the curve. The conditions might even be produced 
accidentally if during the test of an over-loaded machine a 
large resistance were suddenly removed from the external 
circuit. 

It is, indeed, by reason of this property that shunt- wound 
dynamos possess the advantage over other forms of machines 
that, even when suddenly short-circuited, the current produced 
cannot attain to a dangerous magnitude. 

C. Determinations with Compound- Wound Maehines. 

The solution of this problem is extremely simple. Let 
Fig. 112 represent the characteristic curve of the dynamo 
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of which it is required to determine the nature of the winding. 
The co-ordinates represent the ampere-turns of the exciting 
current and the E.M.F. produced. Moreover, let E represent 
the terminal voltage which it is required to maintain constant. 

From the point E on the characteristic curve drop a 
perpendicular on the axis of abscissae ; the abscissa {Cm N^) of 
this point gives the number of ampere-turns necessary when 
the machine is working on open circuit ; or, in other terms, 
the ampere-turns in the shunt winding. In that case, E is 
not only the terminal voltage but also the induced E.M.F. 
' We shall consider first a compound dynamo connected as 
9bown in Fig. 57. 

Let, then, e be the fall of potential in the armature and series 
winding added to the probable fall in voltage due to armature 
reaction ; we must produce in the dynamo, in order that E 
may be constant, an E.M.F., or an internal voltage equal to 
El, which is equal to E + ^. But the ampere-turns necessary 
to produce this effect are, after Fig. 100, given by {C^ ^m )u 
the ampere-turns of the compound winding are therefore equal 
to (C«,N« )i - (C^ N«.). 

If the shunt is connected across the armature, as shown in 
Fig. 58, and Eg be the pressure at terminals of the shunt at 
full load, then the ampere-turns of series winding will be 



\\^in ^in )i -pr ^m ^ 
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D. l>eteFmina4;ion of the Begulating Resistance for a Shunt-Wound 

Dynamo. 

Such a regulating apparatus may be employed for several 
different purposes : * 

(a) To realise a constant terminal voltage when the load 
varies, the rate of revolution remaining constant. 

(b) To maintain the voltage at the brushes constant when 
the speed varies. 

(c) To compensate simultaneously for variations of load 
and speed. 

(d) To obtain any required variation in the voltage. 

Problem a. — Regulation of a Shunt-Wound Dynamo when the 

Load varies. 
In Fig. 113 let 



igS 



COKTINUOUS CURRENT 



E = the voltage at the brashes ; 

r,„ = the resistance of the field-magnet circuit ; 

r„ = the resistance of the regulating rheostat ; 

Nm = the number of turns of wire for the magnetic circait. 

We will suppose that the dynamo is driven at a constant 
speed, and that on full load the whole of the adjustable 
resistance is removed from the circuit. 

It remains, then, to determine what must be the value of 
the resistance which must be added to the field - magnet 
circuit in order that the voltages on open circuit and full 
load may be equal. We must first determine the strength 
of the exciting current when the machine is on open circuit 
(C«)i, and for full load (C^)^, using the method which we 
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have already explained (p. 196) in detennining the ampere- 
turns for E and E + e. We then have 



(C.), 



. (C. N.l, . 
" N, ' 

N.. 

E N E 

fn, + f 5,, = — — = ~ — ^ tan ai t 

(CJ, (C. N.), " 



(CJ, (C. N J, 
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But the values of r^ and r^ + r«, may be obtained directly. 
It is only necessary to draw, at a distance, N^, from the axis 
of ordinates, a line a b parallel to that axis. This line will 
cut O E and K O in points Ej and Ej, and we shall have 
the following relations : 

N E 
tan tti = -~—^ = El = r^ + r« ; 

tan aj = ■ ^ ^ = E2 = r«. 

The lengths of Ej and E, give, therefore, direct values for 
the magnitudes of the required resistances. Moreover, 

h^i — E2 = ^'w ; 

i'.^., the difference of the pressures gives a measure of the 
resistance to be added. 

Example. — It is required to provide a shunt-wound dynamo 
of 100 volts and 50 amperes, possessing the magnetic pro- 
perties given in Fig. 114, with an adjustable resistance, to 
be used to maintain the voltage constant from open circuit 
to fall load. 

The drop in voltage for 50 amperes = 7 volts. 

The characteristic shows that, on open circuit, a number 
of ampere-turns, (C,^ N,„)i, are necessary where 

(C^ NJi = 8,100; 
and on full load 

(C« N J2 = 10,500. 

Assuming a waste of 5 per cent, of the total current in 
the windings, the field magnets must then be furnished with 

'^ = 4,200 turns. 

0-05 X 50 

The calculation now gives 

N^E __ 4,200 X 100 o 

(C^NJi 8,100 

r^« N^^ ^ 4>200 X 100 ^ ^ 

" (C^N^), 10,500 

- 40*0 = 11*8 ft). 
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We could have determined these numbers with a sufficient 
degree of accuracy by drawing a line, a b, parallel to the 
axis of ordinates, and at distance from it equal to 

N« = 4,200 

and obtaining the points E^ and E2. 

When the dynamo possesses two field-magnet bobbins of 
which the turns are 0*52 m. in length, the wire of the field 
magnets should have a section of 

2_N._k = 2 X 4,aoo X 0-52 ^ ^.^g square millimetres. 
50 r^ 50 X 40 

Problem b, — To Regulate a Shunt-Wound -Dynamo for a Constant 

Voltage, the Speed being variable. 

¥ox simplicity, we will suppose, to start with, that the 
dynamo is run on open circuit, or, what is the same thing, 
that the current is so small that the fall in pressure may be 
neglected. 

Let, then, n represent the normal number of revolutions ; 

«i the abnormal number of revolutions, maximunr 
or minimum ; 

Let -' = y. 

n 

According as the speed of rotation increases or diminishes, 7 
will be > or < I. 

The problem may be solved in a general manner including 
both cases. 

To obtain the characteristic of the dynamo corresponding 
to any abnormal number of revolutions, it is only necessary to 
multiply the ordinates of the primitive characteristic Curve I. 
by y (Figs. 115 and 116). The Curve XL (Fig. 115) corresponds 
to the case where the number of revolutions per minute is 
increased; the Curve II. (Fig. 116) refers to the case where 
the number of revolutions per minute is diminished. 

Let E be the voltage of the dynamo when it excites itself, 
and when the number of revolutions is normal (=« it). Joining' ' 
i: to O by means of a straight line prolonged bejrood £« 
the point of intersection, En , of that line with the Cimie 11^ 
corresponds to the voltage of the dynamo 
increased to n^ revolutions. We will • 



DYNAMOS. 201 

■olelyto the case where the speed of rotation is increased ; a 
similar method may be used when the speed of rotation is 
diminished. 

We may follow the succession of the phenomena which 
occur somewhat after the following manner: At the first 
moment the voltage E increases with the number of revolu- 
tions, and reaches the value E, ; but as may be plainly seen, 
Ihf exciting current increases equally, due to the increased 
voltage between the brushes. The magnetising force con- 
sequently increases from C„ N„ to (C„ N„)j ; but the voltage 
^i corresponds to this magnetising force ; consequently 
'f • N„), is increased to (C„ N„)a, and so on. 





Amae^ftc tuhns 



It is evident that equilibrium will be attained at the point of 
'ilerscction of the straight line. O E, with the Curve II. 

Bm these phenomena are of little importance as far as 
tbe solution of the present problem is concerned, since it is 
Acquired to maintain the voltage of the dynamo constant. 
•^fr this purpose we will find from the Curve II. the number 
*' ampere-turns which produce the voltage E. That number 
'MC, NJ'. 

It can easily be seen that to solve the proposed problem it 
B useless to have recourse to the auxiliary Curve II. Since, 
wdeed, the ampere-turns found from the Curve II. for the 
voltage E'= E| are identical with those of which we have 
need to produce the voltage 



c number of revolutions being normal, it is only necessary to 
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1 

fronf 
point 



mark on the vertical a E the point at at a distance — fronf 

y 

a, and to draw the parallel x x". The abscissa of the point 
of intersection, x. of this line with the characteristic cia 
gives the required number of ampere-turns. 

For y > I, we have (C„ N„)' < C„, N„ 
For y < I, we have (C„ N„)' > C„ N„ 
In the first case we must diminish the excitation by introduc- 
ing a resistance into the field-magnet circuit ; in the second 
case we must increase the current strength by reducing the 
resistance in the shunt circuit. In order to fuliil these condi- 
tions it is necessary to design the resistance of the field- 
magnet windings in such a manner that a certain part of the 
regulating resistance, r,,,. is included in the field-magnet circuit 
when the machine is working at its normal speed. The 
resistances required may be calculated in the following 
manner: 

For 11, > n we have 



(C-, NJ' 



'((C„N„)' C„N«)' 



'" C„ N» ' " (C„N J' ' 

hence, r„ = N„ E / — ^ ^.- - V 

If a parallel be drawn, as in the preceding example, at a 
distance, N„_ from the axis of ordinates, these resistances 
may be read off directly. 

Exampk. — Suppose that it is required to regulate a dynamo 
(Fig. 117) of 125 amperes and 120 volts on open circuit, for 
which the number of revolutions varies by 9 per cent, below 
and 10 per cent, above the normal number. What should be 
the resistance of the field magnets and of the adjustable 
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itajice for the exciting circuit, assuming a field loss of 

xr cent, when the rate of revolution is normal. 

field loss of 3"2 per cent, corresponds to 4 amperes in the 

ting circuit. 

he number of turns of wire must therefore be 

20,000 , T-- 

— - — = 5,000 (see Fig. 117). 
4 

y = ogi we have j:i = = 132, and C,, N« = 27,600. 

y 

y = i-i we have ^j = ™ = log, and C„ N_ = 15,400. 
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c Tuftns PiR Coil.. 
Keg. 117. 



_ 5,000 X 120 __ 
27,600 



21-80 



»•„ = 39 - 21-8 = 17-2 w. 
e also the graphic determination of r^ and r„ (Fig. 117). 
"Man c. — Compensation /or Variations in both Load and Speed. 
fie rq^olating resistance will evidently fulfil all that is 
dnd'of it if it is capable of equalising the voltage at 
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full load and minimum speed with that on open circuit 
at maximum speed. We have already considered the first 
of these two cases in obtaining the solution of problem 6. 
In order to solve the second problem we may again use 
Curve I. (Fig. ii6) for the case of open circuit and normal 
speed, and the Curve II. for the lesser speed Wi, using the 
relation 




Am PERU TdHNS 

Kir.. 1 1 8. 



^A/^. 



«1 

— = y- 

n 

If E be the voltage at the brushes, which we wish to 
maintain constant, and for which we have need of (Cj,, ^m)\ 

ampere-turns when the speed is 
normal and the machine is 
working on open circuit (JFig. 
1 1 8), we must find the mo- 
netising force for the reduqed 
speed by obtaining from the 
Curve II. the abscissa (C^ N»}t 

for 

El = E + c. 

It can further be seen that 
for this purpose the Curve II. is 
unnecessary, since (C^ ^m)t is 
the abscissa of Ej on the cur\e 
of reduced speed, as well as of 
E2 on the curve corresponding 

to the normal speed. It follows that the problem may be 

simplified in the following manner : 

We will add to E the drop in voltage r, and divide the sum 
by y. We will then seek on the primitive characteristic 
curve of the dynamo for the number of ampere - turns 
corresponding to the value Eo. For the calculation of the 
section of the wire used we may use the well-known equations 
(62) and (64). 

Let then N,n be the number of turns in the bobbin ; 
Ni, the number of bobbins grouped in series ; 
L, the length of a single turn of the field-magnet circuit 
in metres. Then (equation 62) 
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-when N« = (^=iL=l 



» C" 



m 



This is, then, the section of the wire of the field-magnet 
windings which will give a voltage at the brushes equal to E, 
mth a minimum speed n^ and a maximum current strength in 
the armature, the adjustable resistance being entirely removed 
from the circuit. 

On open circuit, when the speed is increased we will have 
need of (C^ N«.)' ampere-turns (see Fig. 115). In that case a 
resistance r must be added to the field-magnet circuit. Then 

EN^ ^ „^^ _ EN,n 



r«, = -— — --2L- - r«. and r^ = 



(C^ N J' "• " (C« N J2 ' 



li^s 



which is a formula we have already considered. 

Example . — It is required to arrange an adjustable resistance 
and the winding of a dynamo, of which the pressure at the 
bmshes is 60 volts, the current being 30 amperes, in such 
a manner that the voltage at the brushes may be maintained 
constant for any load, the speed varying by 10 per cent. 
above or below the normal speed. The fall of voltage is 
supposed equal to 3 volts. The characteristic curve for this 
dynamo is represented by Fig. 119. 

(a) Determination of the ampere-turns for minimum speed 
and maximum current strength : 

El = E -I- ^ = 60 + 3 = 63 volts ; 

y = ^ = o-Q. 
n 

E, = ^ = ^ = 70 volts. 
y 0-9 

(Cm N J2 = 5.500- 
(6) Distermination of the ampere-turns for maximum speed 
when the dynamo works on open circuit: 

Y = "i = ri. 



• « 



E, = I = .^° = 54-5 volts. 
y 1*1 

(C,, N«)' = 2,500. 



206 CONTINUOUS CURRENT 

(c) Calculation of the section of the wire used in winding 
the field magnets, and of the number of turns, for N, = z, 
L = 0*5 m: 

s = ^ — ^ ■■- 2 = i'83 square millimetres. 

60 X 50 

Assuming a Beld loss of 7 per cent. => 2*1 amperes, we 

obtain 

5:5 — = 2,620 turns per bobbin. 
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FIG. 119. 

(d) Determination of the resistance to be added : Connect O 
with the intersections, c and d, of the verticals drawn through 
thu abscissa; 2,500 and 5,500, with a line drawn through £ 
parallel to the axis of abscissa:. Further, draw a line parallel 
to the axis of ordinates at a distance N„ = 2,620 from it. We 
thus obtain the points of intersection,/ and g, and the length 
ii i' will be equal to the required resistance of the field-magnet 
circuit, the length / g will be equal to the resistance to be 
xidded to that circuit. This result may be verified as follows : 

W'c have 

r ju r - N,H E 2,620 X 60 



(C« N„)' 



2,500 



- -> 62*9 w. 



1 
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r^ = — , = — = 20'0 O). 

(CJi 2-1 

rtp= 62-9-28-6 = 343. 

Problem d, — To Alter the Terminal Voltage, 

Suppose that the voltage must be regulated between a 
minimum Ei and a maximum E^, independently of the 
momentary value of the armature current. When the adjust- 
able resistance is removed from the circuit, the terminal 
voltage will be equal to E2. When the adjustable resistance 
is included in the field-magnet circuit, the terminal voltage 
should be E^. 

Let us suppose that the characteristic curve gives, corre- 
sponding to El, a magnetising force of (C« ^m)\ ampere-turns, 
and corresponding to Eg volts at the brushes, or rather, to an 
internal voltage of E2 + ^, a magnetising force = (C« N^)2. 
We shall then find, for the section of the wire used for winding 
the electromagnets, 

. _ (C. N J2 Nx L 



Moreover, 



whence ru, = 



= N^( 








E, 


50 




(C«. 


NJ2 


= 




(C«. 


NJ, 


=: 




E, . 

1 

rw 


/ 


E, 






E, 



(C„ NJ, (C 



*M 



We could directly obtain a value of this resistance, as already 
shown, by drawing a parallel to the axis of ordinates at a 
distance, Nm. from it. (Fig. 120). 

E. Characteristie for Variable Speed. 

The solution of this problem, which consists in finding the 
characteristic curve in the case where the speed varies, may be 
deduced from the method used in problem b (p. 200). 

The Curve I. (Fig. 121) represents the characteristic of the 
dynamo when the speed is normal and equal to n. The point 
£ giv€8 the voltage with which the machine works on open^ 
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circuit. Multiplying the ordinates of that curve by y = 



». 



n 



(y may be > or < i) we obtain the Curve II., and the point of 
intersection E^ of the straight line O E with the Curve II. 
will give the resulting voltage when the machine makes «i 
revolutions per minute without an auxiliary resistance in the 
iield-magnet circuit. 




^ Ampcrc 



7VRMS 

Fig. 1 20. 



^mAfn,)^ ^fel- 







Dropping, from Ej, the vertical E^ B, we shall have 



or. 



EA _ E^ _ 

rt A " 

a A 
EA 

El : 



«, 



6B 



n 
n, 



= y = 



71 



n 



These two equations lead to the following simple solution 
of the example in question (see Fig. 122) : Take on the 
vertical E A a sufficiently great number of points, aj, a„ ii„ 
etc., of which the respective ordinates are — 



a, = 



n 



E A; 
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a.2 = — E A ; 
n.2 

a- = — E A, etc., etc., 



«< 



Join this point with O, the origin of co-ordinates, and 
mark the points of intersection of the straight lines with 




Fig. 122. 



the characteristic curve. These points are Ej, E2, Eg, etc. 
The voltages sought are therefore, for n^, «2> ^h* ^^c, 
respectively equal to 



E^ E !?2 E ^. 
n ' n* n 



F. Transmission of Energy by Means of Two Series-Wound Dynamos. 

The conditions which must be complied with in this case 

have already been enumerated (pp. 81-86). 

14 
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CHAPTER VI. 

The Relation between Lead and Sparking ik 
Continuous-Current Machines. 

The electrical output of a continuous-current machine is, 
as we have seen, limited by the heating of the circuits and 
by the occurrence of sparks at the commutator. 

It is generally easy to determine the heating that will 
occur when the surface by which cooling takes place is 
known. On the other hand, there has not existed up to 
the present time any formula which will permit us to deter- 
mine, even approximately, the value of the angle of lead in 
terms of the output, or, what comes to the same thing, to 
estimate the degree of sparking at the brushes for a given 
strength of current. 

Our intention here is to show how we may assure ourselves 
a priori of the satisfactory working of a machine as far as 
parking at the brushes is concerned. 

It can easily be conceived that it is impossible to obtain 
a complete expression embodying all of the complex condi- 
tions which it is necessary to comply with in practice. We 
must, therefore, content ourselves with a method taking 
account approximately of the conditions found in actual 
practice. Such an expression we will proceed to establish. 

Figs. 123 to 125 represent three different positions of 
an armature during a rotation : the first, a position a 
Httle in advance of that when a section, a, is short- 
circuited by the brushes ; the second, when the current is- 
zero ; and the third, the position when the current is reversed- 
in the section. 

The magnetic axis of the armature is displaced with respect 
to the armature, and assumes during the specified movements- 
the position indicated by the numbers I., XL, and IIL 



The speed of relative displacement 
It is greatest at the moment when 



3 not always constant. 
the section is short- 




ircuited, and diminishes more or less quickly according to a 
law which will be deduced ' 
later. 

If we denote by B„ the 
induction in the tooth I. of 
the armature, and by S its 
section, the magnetic flux 
then varies from ■•- B^ S tw 
- Ba S. That variation in 
the flux gives rise, as we 
know, to the production of 
an E.M.F. of self-induction 
which tends to retard the 
commutation, and which, 
when the latter has been 
accomplished, tends to op- 
pose the increase of the 
current. In order to facili- 
tate the reversal of llic cur- 
rent we must shift the 
in order to produce an E.M.F. which will advance; 
14* 
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the moment of commutation and facilitate the subsequent 
increase of the current to its proper value. 

A. General FormulsB. 

Let us denote by N the total number of conductors on the 

surface of the armature ; 
Ni the number of sections in the armature (for a smooth 

armature Ni = - , for a toothed armature Nj is the 

number of teeth) ; 

N2 the number of sections in the commutator; 

E the terminal voltage; 

C the total current, and C the current in a single 
conductor ; 

2 p the number of poles ; 

2 pi the number of brush-holders ; 

r the resistance of a coil comprised between two con- 
secutive commutator sections (-—-conductors) 

L the coefficient of self-induction of a coil ; 

€ E the drop of voltage due to the resistance of the 

armature (o'02 E to 0*05 E) ; 
€ E the total drop of voltage (including that due to 

armature reaction) ; 
D the diameter of the armature in centimetres ; 
/ the length of the armature in centimetres ; 
n the number of revolutions per minute. 

The current at any instant in a short-circuited coil is 
determined, if we neglect the resistance at the contact, 
by the differential equation 

r C + L — -— = o. 

d t 

Hence C = x e l . 

<In the foregoing and some similar equations e is used to 
denote the base of the Naperian logarithms ^ 2'7i8 ; it must 
not be confused with the $ in equation (29). 

iThe constant x is determined by the conditioiis at the 



instant whei 
C 



the short-circuit 
C 



established. When ( = 



C = — , hence x - - 
zp, 2 ^ 

As it will be found more convenient in what follows to 
introduce the E.M.F.'s, we will express the E.M.F. in a 
section by the equation 



' E, e" 



(93) 



El being the drop in voltage round the section due to its 
resistance. This expression holds as long as the sectioa 
remains in the neutral zone. 




If the brushes are shifted in any way — for example, if 
they are advanced — an E.M.F., E^, is generated, owing to 
the conductors in the section cutting lines of force due to 
the field magnets. This will, in the case considered, augment 
or diminish the E.M.F. of self-induction, according as the 
machine is working as a motor or a generator. The current 
due to that E.M.F, is also affected by the influence of self- 
induction ; as above, we may see that the value of the E.M.F., 
at any instant, is given by 



E',= 



.(.-.-£') . . . 



(94) 



The current circulating in the coil will, therefore, be equal to 
C - ^'- " ^'' (95) 
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From what has been said above, it follows that at tbe * 
moment of rupture of the short-circuit the current should 

r 

be equal to - — , that is to say, 

E\ - E'2 = - E, (96) 

We deduce from this, replacing E\ and E\ by their values 

• • • • (97) I 

or, writmg — ^ = tj, 

^1 



Lt^ log, hJLln 
L Eg - El 



rT , 1; + I 
= log* 



(98) 



In the following table are given the values of — - and of 



+ Zt 



^ L for different values of rj. 



Vau:ks ok Tf, c ^ AND - T. 

L 



The duration of a contact is evidently 



T = 



_ 60 y 
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8 
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I '02 lOI 


4-6 


2-4 
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088 


9 
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I 05 41 


37 
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10 


1*22 
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We have 




r = 


NoC 


E 

— • • 


• • < 


• • 


(99) 



(100) 



X Di n 
v^here y is the magnitude of the contact surface of the brush 
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\ (Fig. 126) and D^ the diameter of the commutator. The 
• calculation of L need only be performed approximately. We 
will successively study several cases. 

I. Paccinoiti Toothed Armature. — Let u be the total induction 
. due to unit current flowing in a conductor at the bottom of a 
slot ; we may without great error suppose the magnetic circuit 
to be comprised in two teeth (Fig. 128) which surround the 
conductor, the portion of the flux which cuts the other coils 
being regarded as annulled by the closed circuit formed by 
the rest of the armature. We shall then have, referring to 
Fig. 128, and taking / as the length of the conductor, 

10 X^J ^ TT X 2 Xj 10 L -TT X 2 Xj 

In general we may assume that 

.1 = _JL = 3. 
X 2 X 

Moreover, it must be remembered that some lines of force 
pass from one tooth to another through the space between 
Chem. These will cut a number of conductors which becomes 




I 

Fig. 128. 




Fig. 129. 



less and less as we approach the bottom of the notch. We 
might, therefore, assume that half the total number of lines of 
force cut all the conductors in the slots. In that case 

u = 2*3 /. 

2. Armature with Slots partly closed at their Openings. — 
A calculation analogous to the preceding shows that we may 
take as a sufficiently close approximation — 

« = 3 ^- 
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3. Tunnelled Armature. — For this armature the indnctioo 
is naturally much greater, but the calculation in the most 
general case is much more complicated. We may, however, 
assume that 

n = 3'5 ^• 

4. Smooth Armature. — Referring to Fig. 129, we can see 
that u is immediately given by the equation — 

«= 15 ?J^ 0-5 = 0-4/; 

10 TT X 

2 X being that portion of the circumference of the armature 
occupied by each section. 
If we assume in general that 

M = tt /, 

we shall have for the coefficient of self-induction of each 
section — 

L = w 10 ® = - — —- 10 ^ 

Ni N2 Ni N2 



Writing N = g Ni we have 



T u' I N a _o 
L = ^ 10 ^ 

No 



(loi) 



r 



The expression for — T is obtained by combining equa- 

tions (98) and (loi) ; it is 

^-T= e.4-/^rE-y;6o.io- _ (j^2^ 

L C . Di , TT . n . u . I , IS , q 

But, from equation (10), we have 

E= N.0/) ^^^.s 
60 ^ (I ±e') 

in which ^ is the flux proceeding from one pole, and ± e' E 
the total drop in pressure, measured in volts, positive or 
negative, according as the machine acts as a generator or 
a motor. 

This formula might be written — 

£ ^ N . n . D . ^ . ^ . / B ^^.« ^ ^j^^ 

2 X 60 ./>! . (I ± c) 



1 • 
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Substituting this value of E in equation (102) we obtain — 



2€D fiByPi 



(104) 



L D^.C .u {1 ±€') q 

The formulae (102) and (104) allow us to calculate the 
value of -j-T* 

Using the value so obtained in conjunction with the 

values of 17 = — ^ given in the table (p. 214), we may deduce 

El 
the value of the current in any section when short-circuited 

for any position whatever of the brushes. To obtain this 
value of the current it suffices to calculate — T from (102) or 

— T 

(104), and to seek the values of 1; and ^ l in the table 
(p. 214) and substitute these in equation (95), taking account 
of (93) and (94). 

C. Lead of the Brushes. 

The working efficiency of any machine may be estimated 
to a certain extent by the aid of the ratio of the angle of 

lead of the brushes to 
half the interpolar angle 
— that is, by the value of 

- (Fig. 130). The more 

nearly this ratio approaches 
to unity the greater will 
be the difficulty of ob- 
taining a position of the 
brushes where sparking 
does not occur, the least 
shift from this position 
causing an important varia- 
tion in Elj- 

Let us first of all deter- 
mine the value of the flux 
at a point G of the arma- 
ture corresponding to a shift, a, of the brushes from the 
neutral zone. At this point lines of force enter the armature 




Fig. 130. 



''^.. 
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from the N pole and issue from it to the S pole. Denoting 
by B the maximum value of the flux between the poles, the 
flux corresponding to the point G (Fig. 130) will evidently 
be given by 

B' = B , - ^ - - - B —^ , . (105) 

iic a) + S ^ (c + a) + a 

a formula from which E2 may be calculated. 

Further, Ej may be obtained from C and r; substituting 

E 
these values in the expression ij = ^^^ we shall have, as a 

final result of the calculation, 

^ 2Sai{i ± €') 

from which we find 



a = ^ M« + (c + 1)'- M . . . (106) 

where M = ^ ^^J"— (lo?) 

Sf i, and ^ are determined from the dimensions of the 
machine ; e and e', of which the latter might be taken 
approximately as 2 e or 3 e, depend on the loss that we admit 
in the windings ; lastly, 17 is obtained from the table (p. 214). 

It is possible to determine a graphically in a very simple 
manner ; this may be done by making (Fig. 130) F H equal 

to f c + -j and H K equal to M, and joining K F. If, 

now, with K as centre, we describe a circular arc, H L^ 
with radius K H, and with the point F as centre, and 
F L as radius, we describe a second arc terminating at 
G, then F G is the value of the lead of the brushes. 

Equation (106) shows that for machines having a small 

air-gap the quantity ^ is negligible in comparison with c. 

In the two following tables information is given respecting' 
21 machines of different kinds ; this has been placed at the 
disposal of the author by the several makers. 
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We may remark that in the preceding tables the machines 
are arranged according to their electrical value ; the first dght, 
however, all of which are sufficiently satisfactory, are arranged 
indiscriminately. The first eight worked perfectly ; the next 
three worked well enough. As to the machines numbered 
from 12 to 17, their working was mediocre ; lastly, those 
numbered 18 to 21 could not be used without alterations. 

These results might, in general, have been predicted from 

the values of the ratio ; as to certain exceptions which 

c 

occur, they can be easily explained when account is taken 
of particular circumstances in connection with the various 
machines. Thus the machines numbered from 7 to 13 worked 

as motors ; the value of the ratio - should therefore be very 

c 

much diminished, for reasons which will be given sub- 

sequently. 

As to the machine No. 10, for which the ratio — is smaller 

c 

than that corresponding to its place in the table, we may 
remark that it possessed 24 lines of six brushes, and that, 
as a consequence, its working depended largely on the adjust- 
ment of the brushes. It has, when certain precautions were 
taken, been found possible to obtain a total absence of 
sparking in that machine. 

Lastly, the imperfect working of machine No. 12 was due 
solely to the fact that the voltage between two consecutive 
commutator sections was at a maximum equal to 55 volts, 
which imposed a condition not taken into account in the 
preceding investigation. 

The lead of the brushes calculated from the formulae already 
given, agreed exactly with the results of experiments per- 
formed during several years on the machines 20 and 21. 
The results of these experiments have already been published 
(see Electrician f May, 1893). 









Angle of Lead. 


No. 




Amperes. 


Oilculatcd. Observed. 


20 


• • • 


250 


15-1 ... 15' 


21 


... 


500 


26-6' ... 27" 



For greater simplicity it has been assumed up ]^to the 
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that Ej is constant. This assumption is only 
iid when the angle of lead is small, and when the pole 
mers are sufficiently distant from each other. Further 

is necessary that y, the arc of contact of the brushes, 
iould be small. If these conditions are not complied with, 
, is necessary to take account in equation (105) of the 
.nation of the E.M.F. induced whilst the armature section 

short-circuited. To avoid unnecessary complications in 
calculations, we will content ourselves with the deter- 
ination of the mean value of Ej. 

.Calling the linear velocity of the circumference of the 
mature w, the formula (105) will take the form 



B' = B - 



f{" 



B - 



({' 



we may find the real value of a by subtracting — 

2 
n the value given by equation (106). 

D. Sparking:. 

Experience shows that the angle of lead and the tendency 
sparking are relati;d in a very intimate manner. This 
iy also be easily demonstrated from theoretical considera- 

\Ve can see, moreover, without proceeding far into 
E theory of the subject, that the degree 0/ sparking produced 
It vary directly with the output of energy in the circuit which 
interrupted, and inversely, tn same undetermined manner, with 
r speed with n'hich that interruption is performed. 
Another method of considering the question of sparking 
s been suggested by Mr. Thorburn Keid (paper presented to 
B American Institute of Electrical Engineers, Dec. 15, 1897). 
lat engineer attributes the formation of sparks principally 
the exaggerated current density which occurs during com- 
Utation, and which fuses, and even volatilises, the metallic 
r&ces in contact. It is, indeed, easy to sec that the 
rrent density under the brushes cannot remain constant, 
ice the section of the contact varies in a linear manner 
th the time, whilst the current curve has an entirely 

: form — for example, that indicated in Fig. 127. 
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In order to take account of this important circuiDStaoce. 
-we are obliged to introduce the resistances of the con^cts 
into our calculations. Turning to Pig. 131, in which the 
resistances are represented by r, and rj, we will designate 
by C the current in the coil when short-circuited, and by C| 
and C2 the current strengths at the two points of collection. 

The general formula, according to KirchhofTs law, will 
be as follows : 



dC 



+ C r + E- -( 



, -C,r,= 



Supposing the current density to remain constant, it would 
follow that 



If we express this equation in terms of C, and replace 



we shall, after some transformations baw 
ula (98), which we havn 




E, by q - 

i, ^1 

been performed, arrive at the fori 

already considered. 

That which has already been said shows that the formul* 
already developed are mathc- 
C . matically exact only when the 

curve for the current is linear. 
Further, it would be necessaiy 
to take account of the maxi- 
mum current density which tin: 
brushes can support. How- 
ever, the numerous applications 
of these formulx which haw 
been made and found in good 
agreement with the results of 
experiments, seem to authori* 
their use when interpreted wilh 
a certain amount of latitude- 
This is the more fortunate as 

the determination of the maximum current density presents 

considerable difficulties. 
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It is interesting to examine the last equation for the case 
Tvhere the current follows a linear law. We then have 

•IC ^ 11. 

d t " p, T ' 

•whence, substituting this value in the above equation— 
Then for / = — 

-■'^r ' 

L « ■ ■ • 



(log) 



formulse much more simple than (g8). 

Since it would appear from the preceding that it is always 
possible to find a certain position for the brushes at which 
<S0 sparking should take place (on condition that a is less 
f). it is necessary to explain why, in practice, all 
machines, however well made and regulated, give small 
-^larks under the brushes. The reason is to be sought 
in the exagger.ited current density which may occur in the 
Ijeginning and the end of the commutation, and in the 
inequality in the resistance of the soldered joint. 

The more soldered joints there are the greater will be the 
sparking, since the difficulty of obtaining a winding such that 
the resistances of the various sections are equal increases with 
the number of joints. 

In those machines where the armature windings consist 
■of coils wound one upon another without any pretence to 
•ymmetry, and thus forming a sort of irregular " chignon 
(German, " Knauelwickiung") on either side of the armature, 
"lis condition of equality of resistance is impossible to obt; 

priori. It follows that the position of the brushes to obtain 
ince of sparking will be different for each section of 
he commutator. We can therefore only take a mean position 
where minimum sparking occurs. 

Any such irregularities in sections will generally make them 
Selves evident after the machine has had a few hours' 
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The commutator sections which are connected with defective 
or irregular coils in the armature will be eaten away, whilst 
those at which the commutation is good will remain polished. 



E- Lead of the Bmslies for Motors. 

If a machine be worked first as a generator and then as a 
motor, a great difference in the necessary lead for the brushes 
will be noticed, the motor requiring a backward lead verj' 
much smaller than the forward lead of the generator. This is 
explained in part' by the double sign of the quantity ± e. On 
the other hand, the difference is greater than is indicated by 
the formula, and is in reality chiefly due to the sluggishness of 
the iron in taking up its magnetisation. 

To explain this phenomenon, let us consider Fig. 132. It 
is easy to see that the induction in the iron of the armature, 
when stationary, will increase from N to a, and then decrease 
from a to 5 in a similar manner. This disposition, however. 
is modified by the fact 
that when exposed to a 
magnetising force, a piece 
of iron does not instantly 
assume its Bnal state nl 
magnetisation. It is 
therefore easy to con- 
ceive that the maximum 
density of the flux does 
not occur in the neutral 
zone, a b, but in a line, 
(I, 6„ displaced in the 
sense ot the rotation of 
the armature. As a con- 
sequence, the angle of 
Kii;, iji. lead previously deter- 

mined must be measured 
from a point in advance of the neutral zone, a b, which will 
result in diminishing the necessary displacement of the brushes 
relative to a h in the case of a motor, and in increasing the 
necessary displacement from a b m the case of a generator. 
Unhappily, we must content ourselves with the above explana- 
tion, since, in the present state of our knowledge, these 




' complicated phenomena defy calculation, even of an approxi- 
mate character. 



F, Armature Reactions. 

We have up to the present considered only those conditions 
which must be fulfilled in order to obtain sparkless com- 
mutation, without considering the "armature reacti 
properly so called. These latter play only a secondary part 
in the phenomena of commutation : further, their relation- 
ship with other known phenomena may be easily established. 

Armature reactions manifest themselves by a drop of 
voltage which may attain, under the most unfavourable 
circumstances, to a value 
four or five times that of 
the drop due to the resist- 
ance of the armature. 
Although the drop of volt- 
age thus produced is not 
accompanied by a loss of 
energy, it yet diminishes' 
the voltage of the machine 
and renders it difficult tO' 
regulate. 

Taking account of the 
direction of the current in 
the various sections of the 
armature, it may be seen 
tilt! windings may be considered as forming two separate- 
coils, of which the one, A D B C, generates a flux in a line 
with that produced by the held magnets (inverse flux), whilst 
the other, .A B D C, produces a flux parallel to the plane 
of the neutral zone (transverse flux). 

Moreover, in considering the direction of these fluxes, we 
arrive at the following conclusions, which are true for either 
generators or motors : 

The part of the armature winding A D B C tends t» 
diminish the strength of the poles, N and S. The demag- 
netising ampere-turns are equal to -^ — — , and correspond. 
360 t>Pi 

to a negative flux, tfi. 




I 
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2. The part A B D C produces a new field, 0", parallel to 
the plane of the neutral zone. Taking account of the polarity 
of this field and of the lead of the brushes, it will engender 
an E.M.F. in the conductors which must be added to the 
E.M.F. produced by the principal field. By this means 
the effects of the principal field are reinforced. 

The production of armature reactions is not confined to 
the case when the brushes are displaced from the neutral 
zone; even when no displacement has been made, a distor- 
tion of the principal field, together with an unequal saturation 
in the pole-pieces, will become manifest, as we have already 
shown (p. 39), 

The total permeability of the magnetic circuit being 
diminished, it follows that a corresponding drop in voltage 
will be produced. ,:, 

It is easy to take count of the magnetic flux under the 
poles by the aid of Fig. 134. Let us consider a point at 
a distance, y^ from the axis, A B ; that point is exposed to 
the magnetising action of the currents carried by the con- 
ductors on either side of it. 




w/(///y//////A 



i '\ i 



B 



B 
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Let k be the number of ampere-turns per centimetre 
length of the circumference of the armature, and let us 
further suppose that the conductors are traversed by a 
current producing a field directed in the sense that the 
hands of a clock revolve. At the point considered, we ^all 
therefore have 



■ ( + ^) A ampere-turns, acting downward, and 

4^ / 

( — — ~ y) fi K ,t M upward. 

Whence the resultant number of ampere turns = 2 y k. 

The corresponding field, B/ is given by B/ = 2-^ .2yk.~^ . 
10 2 5 

Applying this formula to the pole-corners, we have 

„. ^4ir,, I _ 4jir ^ .D w C N I 



2p 2 ^, D X 

^ 4x ffC N j_ 
y- 10 aP p\ 26 

and for the neutral zone, 

B" = iZ C N I 

10 ' 4^/, ' 2 ^1 ' 

(For the signification of ^|, see Fig. 126.) 



(no) 
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This Betd distortion entails an asymmetrical distribution 
of the induction in the poles of the field magnets. Referring 
to Fig. 135, it may be shown, for example, that for the 
circuit I, the part on the left-hand side of the pole S is 
subjected to an increased density of flux, whilst the part 
oh the left of the pole N is subjected to a diminished flux 
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from the field magnet. Further, it is possible to assure 
■ourselves by calculation that the total permeance of the 
circuit is sensibly diminished ; it is the same for the total flux. 
To reduce the inverse flux it is necessary to diminish the 
angle a, which is easily done, remembering what has been 
previously said as to the determination of that angle. The 
methods to be used for the reduction of the transverse flux 
have been considered by the author in his works published 
in 1891 and 1892, and also in several articles in journals 
(see Lumiere EUctrique, June, 1893 ; Eclairage Electriqw, 
October, 1896, and March, i8g8). 

. \ . 
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We will divide these processes into two class, according as 
their action is direcl or indirect. In the first class may bt 
included the use of compensation windings, represented in 
Figs. 136 to 141, and disposed in such a manner that their 
axis coincides with that of the armature windings, but 
produces a flux opposed to that due to the latter. It 
goes without saying that the compjensation windings must 
be traversed by the principal current. 

The resultant magnetic force is therefore equal to the 
diiTerence between the ampere-turns of the armature and 
of the auxiliary windings.* The compensator windings play 

" A simil.ir motliod has liecn [irc.|iosi.il iiy I'rof. Kyan, nine monlhs afttr ihc 
piblication i>f ihc nulhor's iiicthinJ (we Siilfy Journal ff kn^inming, 189*}. <)n 
the olhur hand, it .'H)p<.i>rs from a jirisnle cunimiinicalinn to ihc authui (furin(; (he 
priming of th.1t liook thai M. C I.. M(;nti:s, nf I.a Il.i^-u (i'ny's-Bas). had alrouty 
n^eslcil Ihu simi: amngciuenL as that shown in V\^. IJ9 mil 140 in 1SS4 
fnumlwr nf (iennan jwtcni, 34,465). 



:a double part ; they not only prevent distortion of the field, 
tut they produce, in the neutral 2;one, magnetic poles which 

Jiave the same polarity as those due to the field magnets, 
which they follow in the sense of the rotation. 

Leaving on one side the distortion of the field, it suffices, 
therefore, to give to the compensator windings such a number 
of ampere-turns that the field produced in the short-circuited 
armature section has the value which it would have had if the 
brushes had been displaced to the position where sparktess 
commutation occurred. In that case the brushes may be 
allowed to remain in the neutral zone, whatever may be the 

■output of the machine. 



n 




The arrangement shown 
ta^eous only in the case 




n Fig. ij6 is practically advan- 
if machines producing very large 
.-currents — several thousand amperes, for instance — -and when- 
the number of turns of wire in the compensator are con- 
sequently limited. In that case the conductors distributed 
on a pole should be connected in parallel. 

For machines producing feebler currents, the author has 
employed with success one or other of the variations repre- 
sented in Figs. IJ7 and 13S, although these effect only a 
partial compensation of the armature reactions. 

Lastly, we will indicate two forms of compensator windings 
■due to M. Menges and Mr. Swinburne, in which the end 
anight is to diminish the angle of lead and to suppress 
iparking. This method consists in placing small auxiliary 
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poles in the neutral zone (Fig. 140), which furnish the?- 
necessary field to permit of sparkless commutation. 

This last method could, in case of certain machines — e^+l 
those of the Manchester and Thury type — admit a notable ,, 
simplification which would permit of the entire suppres»o»n^' 
of the auxiliary windings. ■■' 

To facilitate the explanation of this, it may be remarked . 
that in the types indi-- ■ 
c<)«'('vj<bihm.cwb cated we might separate-/:. 

; ({jj;;*""' *■""•"■ the compensating coil, 

into two parts wound in 
opposite senses on the 
electromagnets them- 
selves. Let us denote 
by C„ N„ the ampere- 
turns of the field mag- 
nets correspondiog to a 
magnetic circuit such as- 
II. (Fig. 141), and by 
Cm N'bi the number of 
ampere-turns for each 
winding of the compensator. The ampere-turns acting on. 
the circuit I' have for value 

2 

those acting on the magnetic circuit I" have for value 

— =: — — + Cm N ». 




The sum of the ampere-turns acting on I is equal to C„ N» 
— that is to say, to the primitive ampere-turns. Since we 
might include both the ordinary and the compensator 
windinjics of the field magnets in a single coil, it is only 
necessary to arrange the field - magnet windings for the. 
circuit I, in two unequal parts, placed on either side of the 
small pole, and differing by a number of ampere-turns 
i;qual to 2 C,„ N'„,. 

The indirect methods destined to decrease the effect of 
armature reactions are based on special constructions -o£ 
the field magnets designed in such 3 manner that a great 



magnetic resistance is offered to the transverse flux, the 
principal flux remaining meanwhile unaffected. 

Thus in Figs. 142 to 144 the desired end is attained 
by subdividing the electromagnets in different circuits, 
independent and magnetically isolated. The flux due to- 
■the armature reaction is obliged, in consequence, to 
tra\'ferse a number of different air-gaps, (This method 
when applied to alternate-current motors offers the great 
advantage of considerably diminishing the self-induction.) 
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A second but less efficacious method consists in furnishing 
ihe poles with a number of deep slits. The first machine of 
this class was constructed by the author in 1890 at the 
workshops at Oerlikon. 

G. Conclusions. 

That which has previously been said may be digested 
oto the following rules to be applied to the construction 
[ continuous-current dynamos: 

(i») The armature windings should be symmetrical, and 
the number of soldered Joints should be reduced tu a 
ninimam. 

ib) The number of commutator sections should be great, 
md m proportion to the electrical output of the machine. 
Also the diameter of the commutator should be reduced as 
Rincb as possible (equation 104). 

For high -voltage machines the voltage between two 
Mljacent commutator sections should not exceed 30 or 
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To obtain this value of the voltage in drum-wound machines 
the following formula should be used : 



^8 = 



_2pE 



which shows that drum-wound machines possessing a large 
•number of poles are not well adapted for the production of 
a high voltage. 

{c) The tables given on pp. 219 to 221 lead to the con- 
clusion that a machine is so much the better as the ratio 

? is the smaller. The dynamos for which that quantity is 

c 

greater than 07 or o'8 will work badly. In practice we 

should never go beyond the value - = 0*5. Substituting the 

c 

value 07 as the superior limit for a machine in the equation 
(106), we find 

S (I ±e') 1*4 ..,*(! ±c') 

e„Hx = ^ — /^ , or, approximately, — ^ — y^-. 

{0-51 c ^ + 2S) 8 fj 0-50 ci fin 

This equation involves two unknown quantities, of which 
one, e, might be evaluated a priori without great error. 
The machine No. 19 in particular, which worked still better 
on half load, gives 



fill X 



o'4 X i*o=; r- 

— ^ ^ = 0-0165, 



o'5 ^ ^'55 ^ 2 X 0*87 X ii'i5 
from which we deduce 

C = 1,000 — - -* = 470 amperes, 
0-035 

rcpresentini^^ very nearly half of the maximum load. 

(d) In order that — should be small, it is necessary for 

M to be large. The equation (107) shows that this will be 
the case if is large, whilst ^, /3, e, j; are small. If a 
machine sparks badly, we should be able to improve matters 
by increasing the air-gap, and eventually in cutting away 
the pole-pioces — that is to say, in diminishing fi. However, 
since in this case we increase c at the same time, it will 
l)c as well to assure ourselves by calculation whether this 
improvement is likely to prove illusory or not. 
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/ CHAPTER VII. 

NUOUS-CURRENT DyNAMOS DESIGNED FOR SPECIAL 

Purposes. 

A. Are Light Dynamos. 

use of dynamos designed for the purpose of electric 
g by means of arc lamps connected in series, is not 
3nsive in Europe as in the United States, in spite of 
imerous arc-lighting installations to be found on the 
ent. The reason for this must, in all probability, be 

in the severe conditions existing in Europe, both as 
5 the distribution of the light and the security of 
g, conditions which njay be more easily satisfied by 
2 of arc lamps connected in parallel. Moreover, it is 
[ doubt that the very rapid development in Europe 
rnating-current systems has contributed not a little to 

the number of lighting stations where the lamps are 
ted in series. 

le present chapter we shall therefore develop only the 
nportant general considerations which must be attended 
:his kind of distribution, and we will treat specially of 
st-known American dynamos. We will commence with 
OS supplying each a single lamp. 

I. Dynamo Supplying a Single Lamp, 

mode of lighting is confined almost exclusively to 
uses. We may find a detailed account of this branch 

subject in a report by M. A. Blondel, professor at 
des Ponts et Chaussees, presented at the International 
ne Congress, which met in London in July, 1893. 
s;h that savant has arrived, after several years' study, 
gative result as far as concerns these continuous-current 
es, it is nevertheless interesting to follow the reasoning 
has led to their abandonment. 
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After the practice followed by the sen'ice of French light- 
houses, use is made, for the present, of a current strength of 
from 25 to 100 amperes. Thus, for example, a current of 
J5 amperes is quite sufficient, with a bi-focal apparatus, 
to attain the geographical range, and a current strength of 
50 amperes enables us, when the air is clear (during about 
jj days in the year*, to realise, by means of flashing apparatus, 
a luminosity visible at a distance of about 85 miles : on the 
i»ther hand, in foggy weather the light corresponding to an 
arc lamp of 100 amperes is visible only at a distance of 
ab« »ut 26 miles. To obtain this \'ariation of current, use is 
naturally made of two dynamos, each one furnishing 25 to 
50 amperes, which may be arranged in parallel when a large 
current is required. The voltage of the arc varies from 45 
to 50 volts: but at the brushes a voltage of from 65 to* 70 
volts must be produced, according as the regulation of the 
lamp is effected by hand or automatically. As the resistance 
of the arc diminishes according as the carbons approach each 
<)ther, the characteristic of the dynamo should present a form 
such that the voltage diminishes as the external resistance is 
decreased — that is to say, as the current increases. A second 
ilifficiiltv lies in the necessarv accuracv of regulation of the 
speed of the machine. In fact, the dynamo should be able 
tn work on a part of its characteristic where the output in 
watts increases with the current, or at least the output 
should not decrease with the current : for in the latter caC'e 
the engine will have a tendency to race when the carbon? 
approach each other, which will lead to a continuous 
scintillatitjn in the light emitted. 

As a result of experiments performed during several years, 
the engineers of the lighthouse service have found the 
following inclinations the most favourable for the charac- 
teristic curve of a dvnamo : 

^ • *:f ' *^ ^^ } I nclin.it 1! m = o 5 lo ob 

., 75 '» »• " '» 4^ •« •• ~ "'45 ^" ''55 

M 95 '» 5'> M »• = •»'35 t*'''"45 

When the regulation is eft\rcted automatically, we should 
ha\e, according to M. Hlondel. the following values: 

ruin-nt >ircni;th, 25 amps.: vultaj;c arross arc 45 volts; inclination = n '8 

n i» 5" •» '» *• *> 47 »» »» ^' " Sy 

i. ,. i'» » i« .. .. i> 5<* ♦» »■ = "''S 
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^fIb using a shunt-wound dynamo it is easy to satisfy these 
BoDdiHons; the only reproach which we can address to these 
B^cBines is due to their want of stability. To get the 
■gcessary inclination in the characteristic, it is necessary to use 
HKit part of the curve which shows the machine to be working 
■(nearly maximum output. The least overcharge, which may 
Ife produced, for example, if the carbons touch each other, will 
^ptnediately result in the demagnetisation of the tield magnets. 
Krl^or a series-wound dynamo, the characteristic curve indi- 
Hues at first an increase of the voltage with the current ; ;i 
Eaximum is then attained, after which the voltage decreases 
NI5 the current increases. A series-wound dynamo can only 
m^ used on this latter part of the characteristic. And as, 
Bm>reover, the drop in voltage is relatively smaller than in the 
nise of a shunt-wound machine, the inclination of the curve 
EaDSt be further increased by the aid of a regulating 
nsistance. The efficie*^- of the machine is by this means 
nioch reduced. The chaf difficulty, however, arises from the 
bgh current strength whia^ui produced when on short-circuit. 
Kyersely, when the lighting current is interrupted, the engine 
^Bl iace. 

^EflLttempts made with compound- wound dynamos have-not 
|Ken good results owing to the great current strength pro- 
Hlced on Short-circuit. For these reasons the use has been 
^rantinued in France of the old alternating-current machines, 
Hbvided with permanent magnets, due to M. de Meritens. 
Heept in the case of new installations. The principal 
^Krantage accruing to the use of the alternating-current 
IpBtems is due to the smallness of the drop of voltage across 
Kp arc, as well as the diminished value of the adjusting 
EsistaDce. Taking account of the various losses, it follows 
Ktm the figures given by M. Blondel that the use of an 
Btemating-current machine permits of the production of 
Bpoble the luminous effect for a given expenditure of energy. 

H i. Dynamo Supplying Arc Lamps Connected in Series. 
^Priie arrangement of arc lamps in series has this great 
aavantage, that the voltage for each lamp may be much 
smaller 142 to 47 volts) than in the case where the lamps 
axe arranged in parallel. This is due to the fact that the 
nps exercise a regulating influence on each othur. 
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Arc lamps designed to work in series, regulate themselves 
for a constant voltage across the arc. The dynamo shoald 
therefore be able to maintain the voltage constant whatever 
may be the number of lamps lighted at any given instant. 
Hence the voltage should be able to adapt itself at each 
instant to the number of lamps. Series- wound dynamos, 
when adapted for the present purpose, work on the descend- 
ing part of their characteristic. But it may easily be seen 
that an ordinary series-wound dynamo is not entirely adapted 
to the conditions of the present problem, even when a resist- 
ance is added to the circuit. For that reason we are obliged. 
if we would nevertheless use such a machine, to return to 
an artificial regulation, such as that given by a displacement 
of the brushes or a modification of the number of turns on 
the field magnets. As we have seen above, we might arrive 
at the same result bv the aid of a resistance wound in 
parallel with the field-magnet windings ; however, it does 
not appear that anyone up to the present has employed 
this mode of regulation. 

In this class of machines we may include those of the 
ExLclsior Company. Wood Wcdcni Company, Standard Com- 
pany, etc. 

It is evidently not wise to be too exacting concerning 
the efficiency of machines of this class. Indeed, as long as 
the heating does not exceed the maximum permissible, the 
efficiency will remain the same whether the adjusting resist- 
ance is added outside the machine, or whether it forms 
part of it. On the other hand, it is most important that 
we should concern ourselves with the question of sparkless 
commutation, which should be performed with equal success 
whatever may be the position of the brushes. This com- 
mutation can only be realised with certainty when the 
armature windings are arran^^ed in such a manner that the 
brushes can be placed under the pole-pieces, even during 
the normal working of the machine, since the variation in 
the field strength is most favourable in this position. This 
condition assumes the existence of a sufficient amount of self- 
induction in the armature windings, otherwise the E.M.F. 
j;;enerated in the windings under the poles will be too great. 
The number of commutator segments is, therefore, intimately 
connected with the construction and self-induction of the 
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dynamo, and it must be neither too great nor tou uniilt. The 
more the brushes are displaced toward the axis of the poles, 
the more the influence of the armature reaction will be felt, 
and the more the lield will be weakened. As a consequence, 
ibe time during which a coil is short-circuited must be 
diminished in proportion as the lead is increased. Id fact,.fl 
'Several constructors use double brushes, of which the relative j 
positions are regulated automatically with the displace men tj 
pf the principal brushes. 

-It thence appears that even when the dimensions of the 
different organs have been judiciously designed, the forma- 
tion of sparks cannot be completely prevented : it becomes 
accessary, therefore, to diminish their prejudicial action by 
the choice of a suitable form of commutator, by obtaining 
|ood insulation, and by facilitating the replacement of worn- 
out brushes, etc. The high voltage used in this case requires 

I insulation which has been carefully tested in every organ 
ef the dynamo and throughout the commutator. In the 
end, a bipolar dynamo with a ring armature appears to be 
the most suitable, notably when the armature is smooth, 
in conjunction with which certain makers employ a very 
large air-gap (as much as 30 mm.) Such large air-gaps 
UK rational, and permit us to obtain a homogeneous field 
e\'cn beyond the pole-pieces. But it follows from this 
that the density of the lines of force in the air-gap is 
|>raportionateIy diminished. That which is most astonishing 
" , the high saturation found in the cores of the armature 
1 these machines, varying from 17,000 to iS,ooo lines, and 
Baching in some Brush dynamos to a value of 25,000 lines. 
These saturations art necessary, partly to prevent the forma- 
tion of sparks and partly to produce the drop in voltage ; but 
they present tht: inconvenience of considerably augmenting 
the hysteresis losses, and thence heating the machine,* 
It is thus that in the arc -lighting dynamo due to the Wood 
^stem (7,000 volts), a temperature of 93° C. has been observed , 



• Tho* nambcrs musl ma lie cunsitieted Ui \x absolute, since they aie often due 
the iiirvivoJ nf ancient ciuioms in ileigning. The l>est pruof ia rucnishol that 
I. Hairy S, Carhnrl's arc-liijbl (iynainn, in which the armnture salurnlbn amounts 
lt,0(X>linc, works eieecdingly well. (See "Theory and Design of Closed-Coil 
iOntInuons.Curre[it Dynuoos," Sftclrical IVorlii, 1894. pp. 113, 151, anil 184 1. | 
i^imrrt EU(lrii/Ht, Vol, ii,, lS>H.} 



.^^ .^- 



240 CONTINUOUS CURRENT 

after a run of lo hours, the temperature of the dynamo-room 
being equal to 27"* C. 

I^esides the dynamos we have already considered possessing 
closed armature circuits, there remains a limited number of 
machines furnished with open armature circuits. To this 
class belongs the dynamos of the Thomson-Houston^ the Brush, 
and the Westinghonse Companies. 

Open windings are characterised by the fact that thej' 
form geometrical figures which are not closed. They com- 
prise, further, a smaller number of sections than are found in 
closed circuits ; lastly, they are connected with the commatator 
in such a manner that each section is taken out of the circuit 
after the reversal of its current. 

On account of the limited number of commutator sections, 
there can be no question in this case of a constant current 
strength. However, the variations in the current are much 
smaller than might have been expected with such a small 
number of commutator segments. , 

The greatest variations in the current are given by the 
Thomson- Houston machines, which possess only three com- 
mutator segments. The variation in this case amounts to 
20 per cent, above or below its mean value. In the Brush 
dynamo, possessing six brushes, the variation does not exceed 
2 per cent. 

A valuable property of open-wound dynamos lies in their 
large drop of voltage, thus permitting a great number of lamps 
to be simultaneously taken out of the circuit without any fear 
of the current increasing dangerously. This property does 
not entirely depend, however, on the nature of the winding : it 
is partly due to the small number of armiture segments. 

We will now give a description of the most important 
dynamos belonging to these two types. 

(A) Dynamos with Closed-Circuit Armatures. 

Hochhausen Dynamo (Excelsior Company, New York). (Fig. 
145 and 146). — In this machine the displacement of the 
brushes is effected by means of a small motor, a, of 
which the field magnets are formed by the arms, b and //. 
which may be detached from the poles. At the same time 
that the brushes are displaced a regulation of the armature 
windings is effected. For this purpose about 20 wires leave 
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f>ae of the coils and press against a contact piece which is 
■ •displaced at the same time as the brushes. The arrangement 
to effect the displace- 
ment, which presents less 
interest, is only figured 
schematically in the figure 
so as not to overload the 
latter with details. 

The most important 
part of the regulating 
apparatus is that consti- 
tuted by the relays, of 
which the coils, A (Fig. 
146), are traversed by the 
principal current. The 
spring, C, of the magnet 
c. 145, armature, B, is more or 

less stretched according 
Ao the current. At its mean position the lever, B, touches the 
jKnninals, i and 2, of the auxiliary motor. The current 
^treogth in the motor is, under these circumstances, equal 
|to zero, and its armature 
stationarj-. If 
the principal current in- 

Kreases, owing to a num- 
er of lamps being taken 
out of the circuit, the 
^ring is still further 
stretched, the contact at 

2 is broken, and a part 
jof the principal current 
■flows by way of the 

contact 1 through the 

armature of the au.\iliary 
motor. A current in the 
.opposite direction is pro- 
fdoced when the principal 

;ucretit decreases, and 

Jie spring, C, is allowed to shorten, thus breaking the 

:oDtact I. As a consequence, in the first case the motor 

'uns forward, in the second case backward. 
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The switches, E and D, are used respectively wheo it ii 
necessary to demagnetise the dyoamo by short-circuitii^ the 
tield magnets, and for short-circuitiog the regulating arnuige- 
ment. 

This form of dynamo is often constructed for 5,000 volts. 

Wood's Dynamo (Fort Wayne Company). — In this uttt- 

known dynamo displaceable brushes are used. Fig. 147 gives 

a general view of the 

mechanism used to efied 

this displacement. Of 

the eight gear whedi 

shown, the pinion i is 

keyed directly on to the 

armature shaft. The 

pinions 2 and 2' are 

carried by a lever, G, 

in such a manner that, 

when they occupy their 

mean position, they do 

not engage with the 

wheel 3 ; but ^f4ien~*the 

position of the lever, B. 

is altered, one or otiwr 

of these pinions engtges 

* ■/ with that wheel in siidi 

3.-' ''- a manner that tite 

Vm. 147. brushes are displaced 

forward or backwird- 

The position of the lever, B, is regulated by the relay, A. 

traversed by the principal current. 

It is always very instructive to follow calculatioQS con- 
cerning well-designed machines. In this case we have the 
following information respecting a dynamo for 25 lamps aod 
2,000 c.p. (Fig. 148) — see Electrical World, Feb. 9, 1895: 
Voltage = 1,200 volts. 
Current strength = 10 amperes. 
Speed = 1,000. 

Armature : 100 coils, each of 57 turns ; wire No. 14 (Brown- 
and Sharp gauge) (j'63 mm. diameter ; section 2'07 square 
millimetres). Resistance between brushes =■ 7*3 m when wann.- 
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Volume of iron = 5,550 cubic centimetres : diameter of iron 

"wire = 2"6 mm. 

Field magnets: 15 layers of 74 turns per bobbin; wire 
No. IQ (Brown and Sharp gauge) (r^g mm. diameter; section 
j"Z3 square millimetres. Resistance of the whole four coils - 

^5"75 '" when warm. 



Uroc 
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Jl)rop due to resistance of armature ... = 10 x 7-2 =7 

^>rop in the field magnets = 10 x 1575 = I57'5 

!lt)rop in voltage due to armature reaction (estimated) == 70*5 



Total 

_ (1,200 +300) 60 X 10'* 



300 
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Armature: copper 
Hysteresis {r; = o'ooa) 

« 20 = r6"66 ) 

Field magnets 

Friction (estimated) 



10.658 



5.550 X 

■ xsrs 



X 10 - i,S7S 
... = 900 



Efficiency - 



z.ooo + 3,295 



= 78-5 per c 



nt. 



Western Electric Company'^ Dynamo (Chicago). — The arma- 
tures are drum-wound, and comprise only a few coils. Ai 
a consequence, in order 
to avoid leakage doc 
to the high voltage, 
this machine must be 
particularly well insu- 
lated. The construc- 
tion of the overhanging 
commutator in regard 
to details is not irre- 
proachable; thus tbe 
segments are screwed 
on a wooden hub. The 
vollage is regulated 
by the displacement 
of the brushes. The 
mechanism employed 
l-K 149. is represented dia- 

grammatically in Figs- 
149 and 150 ; it was designed by M. Sperry. 

B is a nut. The sleeve, C, is keyed on the screw, G. The 
springs, H and H', are connected together, and are farnisbed. 
at their middle points, with metallic projections, which will 
be displaced along with the springs, H and H', and engage 
or disengage with the catches. D, D'. The position of the 
springs is regulated by the electromagnet, J, traversed by 
the principal current ; this regulation is effected in such a 
ioannerthat the catches, t>D', mav Vie. in thi;ir mean position- 




^ 
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in contact with the wheel, C, and the nut, B, When, on the, 
cootrary, the current strength decreases, the springs are pulled. 



-33" 



toward the left, the catch D is disengaged, and the nut, B, is 
arrested by friction. The screw, G, is thus turned, and con- 





sequently displaced from left to right. The opposite happens 
when the catch D' is disengaged. The movement q( 'Cosi 



246 



CONTINUOUS CURRENT 



screw, G. is transmitted by means of a system of conn« 
rods. '"* 

The Standard Company'^ Arc Lamp Dynamo. — The armatttni 
is constructed like that in a Siemens dynamo posseaSinR 
interior poles. It may be observed that the bolts u-hiih /«ss 
Jhroui^h the midst of the arimiiitre are not insulated. Nevertheless, 
no undue heating can be observed. The mechanism for ibt- 
regulation of the brushes is very original (see Fig. 151 
a and h). Its action depends on the attraction of an iron 
lever, K, suspended between the poles, and connected with 
the displacement mechanism. The sensitiveness of this 
arrangement decreases with the degree of saturation of the 




Over the rack, C, which is connected with the bnish-hol 
moves a rocker, A, to which an alternating motion is impl 
by the crank, D. According to the position of the raq 
one or the other of the pawls, B and IJ', may eoga^J 
the rack, thus displacing it in one direction or the oppostfl 
{li) Dynamos with Open-Circuit Armalurei' 

Tkotmun-Houiloti Dynatno. — Figs. 152 to 154 gfVB i 
and sections of this machine, so remarkable in (be histoi 
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K^e dynamo. The i"5 kw. and 15 kw. types are furnished 
f-wth a drum winding, following the scheme shown in 
J Fig- 155; the 17'5 kw. and 25 kw. types have a ring winding 
f-^Fig. 156). The scheme of the connections between the 
-jiegulator, the brushes, and the external circuit is shown in 




T^>o' 157- On the commutator, consisting of three sections. 
Tub four brushes, of which each one may be independently 
-displaced ; further, the pairs, H J and H, J,, are respectively 
■connected through resistances. The second brush is intended 





Simpler to diminish the time during which a coil is put out 
of the circuit. Without this arrangement each coil would 
4>e removed from the circuit during two-thirds of a revolution 
^f the armature shaft. The maximum angle between two 
lirushes is, when the machine is working norroaAV^ , ■a 
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fit) , aiifi it is rednced by means of the regulator, B, wheoK 
'vcr the external resistance diminishes. 

For the normal position of the brushes, two annatnie 
sections will alwa)-s be connected in parallel, the third 





section being connected in series with the combination so 
formed. The relay, C, of which the contact lever, due to 
the VELfiation in the current strength, is constantly main- 
t:iincd vibrating, is connected in series with the solenoid, A, 
and traversed by the principal current. The resistance, E, 
has for its object the prevention 
of excessive sparking when the 
relay circuit is interrupted. 

We may further notice that 
the commutator is furnished with 
a "blower," to diminish the 
prejudicial action of the sparks 
naturally produced. 

However bharre may be the 

''■'■ '57- means employed in this dynamo 

in order to arrive at the desired 

end, it cannot be denied that it works very well in practice. 

Brush Dynamo. — This machine, which is at least as ancient 

as that due to Thomson-Houston, presents a double interest: 

firstly, from the point of view of its construction, which 

permits of the removal of the armature without dismoanting 
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tbe field magnets ; and, secondly, in connection with its 
winding. 

We will here occupy ourselves only with the winding ; 
constructive details will be given in Chapter IX. These 
dynamos are made with six or with eight brushes. The 
overlapping of the commutator segments in this machine 
is designed to produce the same effects as the double brushes 
of which we have already spoken. It follows from the 
Diagrams 158 and 159 that each double coil is put out of 




circuit during one-eighth of a revolution when the dynam< 
possesses four brushes, and during one-twelfth of a revolu 
lion when six brushes are used. With a winding of twelve 
armature sections, three of them are grouped in series for 
any position whatever of the armature, two being connected 
in series when the number of armature sections is four, 

In studying the diagram with attention, it can be seett 
that the voltage decreases all the time that a section is put 
oat of the circuit. As, before the interruption, two 5«^'C\o^i*.' 
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are always connected in parallel, it follows that tlie^ 
which remains in the circuit receives nearl)' all the i 
when the interruption has just taken place, so that i 
relatively small amount of sparking occurs. 

B. Dynamos for Thrae Wire Distribution. 

The distribution of current in large electric light in; 
iions is generally effected on the three-u'ire system (Fig. ] 




of which we have given some details on p. 104. In s 
the increased expense doe to the use of two geneiatoi 
system gives excellent results because of the economy i 
may be effected in the copper of the conductors. It ] 
however, u certain inconvenience. Indeed, whatever l 
the care taken in the original arrangement in order to 6 
the load on the two circuits, we cannot avoid at ( 
of the day the production of very different currents id I 
branches of the circuit. Therefore, in order to .« 



necessity of running one of the dynamos on open circuit, we- 
<:6nnect the positive pole ^^-) with the negative pole (-) 
<Fig. i6i), and we employ the neutral wire as the return. It 
goes without saying that we cannot proceed in this manner 
unless the total output is very small, since, in the contrary 
case, the loss in the connecting wire would be too greatly 
increased. 

In order to obtain the advantages in working accruing to 
the use of a single dynamo, together with those due to the 
employment of the three-wire system of distribution, several 
dynamos have been constructed in which the current supplied 
by a single machine may be divided in the necessary manner. 

In iSgj, Mr. J. A. Kingdon patented a dynamo of this 
description. It will not be described here since it presents 



I 





■few interesting features (see Lumiere EUclriqiu, March 24, 
1894), A real progress has, however, been effected by Dettmar 
and Rothert; the process used is analogous to that due to 
Kingdon (see Elcktrotechnischc Zciischri/I. 1857, p. 230). This 
machine comprises three brushes and four poles, the two upper 
of these latter possessing a polarity opposite to that of the two 
fewer. The section of the armature core must therefore takt 
such a form (different from that found in ordinary four-pole 
machines) that it can gather up the whole of the lines of force 
leaving a pole. The excitation is effected in such a manner 
that the magnets Nj Si receive their current from the brush 
+ , whilst the magnets N,. S,j are supplied from 0-. 

Suppose, for an instant, that the brush O is raised ; the 
Annature reaction will produce an enfeeblement of the poles 
N, S,, and a reinforcement of the field due to ^ i^i- "Vt^^ ^'J 
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manner the voltage between O and + is augmented, and that 
hctweeo O and - diminished. 

It foUows that for the excitation of the field magnets N S^ 
the voltage on open circuit must be taken into account. 
When the third bruslji is lowered, we shall obtain, according 
as the one or the other branch of the external circuit is over- 
charged, a reduction in the field strength of Ni Si, or an 




increase in the field strength of N^ So. For this reason it is 
rational to furnish the poles N, S, with a compound winding. 
Otherwise we may include a regulating resistance in each 
of the two windings arranged in parallel. 

A dynamo of this kind, of 2 x no volts at 340 amperes, 
worked for several months at the Industrial Exhibition 
in Berlin, in 1896. Experiments have shown, that we may 
maintain the voltage constant, even when one of the circuits 
carries no current. This arrangement is not alone ^^cable 
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■when the machine possesses four, poles: it may be used with 
any greater number of poles, 

A similar result is obtained automatically in the dynamo I 
due to M. Dolivo Uobrowolsky (see Elecliician, April 7, 1894) ; | 
however, a sufficient regulation can only be obtained in this 
machine when the differences are not above 15 per cent. 

The principle underlying the construction of this dynamo 
may be easily understood by reference to Fig. 163. The , 
<:entral wire is connected to a coil, D, which possesse;; a 
small resistance but a large self-induction. As a conse- 
^^uence, when the dynamo revolves, an alternating current 




Fffi. [63. 



Vl<:. 164. 



of small strength will be produced, its smallness depending 
00 the self-induction of the circuit. On the other hand, a 
'continuous current of any magnitude can flow through it 
'Without obstacle. 

As it is not always practicable to place the inductive coil, 
I), in the interior of the armature, M. DoHvo Dobrowolsky 
employs, in that case, a second arrangement (Fig. 164I, in ■ 
nrbich the coil is placed separately, and connected with the 
irmature by means of two rubbing contacts, (A description 
Kof a dynamo built on this principle will be seen in 
Chapter IX.) 
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CHAPTER VIIL/ 

Parts of Coxtixious-Cirrent Dvxamos- 

A. The Ammture. 

I. The Shaft. 

The author has often been able to observe that the shafts 
of dynamos made according to the ordinary- rules, sometimes 
break after having been used for only a short time. Thus 
rive cases occur to our recollection where the shafb of 
dynamos have broken after working for an interval of from 
14 days to a year, without any explanation being suggested 
by the usual data as to the strength of the material used, 
since the maximum forces were always well within the 
limits of elasticity of the substance. 

Some years ago, Herr Frederic Autenheimer (then director 
of the Technicum de Winterthur, but since deceased) pub- 
lished a most interesting study on the capacity for work 
(f materials of construction^ in which the strength of materials 
was examined from an entirely new standpoint.* The author 
of the present work proposed to himself to verify that theorj* 
in relation to a great number of broken shafts, and thus to 
acquit himself of a debt of gratitude toward the memory of 
a distinguished savant, by explaining the applications of that 
theory, or at least its essential principles, particularly in 
application to the shafts of dynamos.t 

We must, it is true, make certain reservations in respect to 
the conclusions drawn from this theory', since it only applies 
to shafts whose diameters are constant, whilst in calculations 

* More circumstantial information may l>e found in Bulletin des Vtrtins ekem. 
SchiiUr dt$ Ttchnicum Wtnterthurj May, 1S94, as well as in a memoir b) 
J. Fischer Hinnen, ibiJ.f February, 1895. 

t It i.s only just to say that the work of Wuhler anil other engineers had already 
j)re|xirc(l the way for this theor)' See esjK'cially the work of J. J. Weyraudi* 
** Stabilite des constructions en fer et en acier et calcul de leuis 
translated and annotated by Michel Svilokossitch, PAris, i8S8. 
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applied to dynamos possessing ordinary shafts we must make 
of certain coefficients suggested by experience, the 
determination of the exact values which should in these cases 
be used being unfortunately impossible at the present time. 
We will nevertheless apply this theory, because it per^iits us 
to take into account the nature of the consumption of energy 
in materials for construction with greater certainty than can 
be done by the aid of the ordinary theories of the strength of 
materials. 

When we submit a bar of length L to a stretching force X 
per square centimetre (2 being inferior to the limit of 
elasticity of the substance) the bar will be lengthened by A L, 
lOd we may write 

AL Z 

L ° E 

i being the modulus of elasticity of the substance employed. 

The work accomplished during that lengthening is given by 

a - A A L . /, 

'whence, in substituting the value of A L, we have 

As soon as the stretching force ceases to act it may b& 
'toQsidered that the bar returns to its primitive length, 
rather (and it is this point that distinguishes the theory of 
"Antenheimer from the older theories), the bar will be found irv 
the end lengthened permanently by a small amount imper- 
ceptible to the eye. 

The phenomenon is repeated at each change in the 
direction of the applied force until the lengthening becomes 
equal to that due to the breaking stress. 

Let a' = K — Z' =" the quantity of energy lost at each 

reversal of the applied force, the total loss of energy will be 
•(determining it by means of the breaking stress and its- 
'corresponding lengthening) 

A = N rt , 

■ N designating the number of reversals to which the bar may be 
subjected before it is broken. 
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When the applied force varies between Z^ and Z, (in the 
case of the shafts of dynamos Z^ is equal to the stress due to 
both torsion and flexure, whilst Z^ corresponds to the stress of 
torsion alone), M. Autenheimer has shown, taking account of 





...jr ^aL^ 



Fig. 165. 



the time during which a change takes place, that for shafts 
of constant diameter 



7 2 _ r 2 

A = cN t^. _J^-i 



(113) 



In this formula — 

A = the capacity of work, in kilogrammes per centimetre 

cube = about 7*2 for shafts in wrought iron, and about 

6*3 for shafts of cast steel ; 
c = a coefficient = 0*00094 for wrought iron, or 0*00055 for 

cast steel ; 
N = total number of changes in the direction of the applied 

force which the shaft can resist before breaking, being 

equal to twice the number of revolutions of the shaft ; 
E, the modulus of elasticity = 1,800,000 for soft iron, and 

2,100,000 for steel ; 
t = the duration of a change in the direction of the applied 

force, expressed in hours. 

For shafts whose diameters vary, we must, according as the 
passage from one diameter to another is more or less abrupt, 
divide the number A bv a coefficient which varies between 
10 and 40. The experiments of Wohler, executed during 
about 40 years on shafts, some of which were used con- 
tinuously whilst others were occasionally allowed to rest, 
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have shown that the time which elapsed before rupture took 
place was, with shafts of variable diameter, from -^ to 4V of 
that when the shaft had a constant section (see note at 
bottom of p. 254). In taking account of these facts by the 
introduction of the coefficient 20, the latter appears to be a 
rather remote approximation to the proper value; but we 
must not lose sight of the fact that the diameter of a shaft 
will only depend on the sixth root of this number. In taking 
the coefficient two or three times too large we will only 
commit an error of about 10 per cent. 

Equation (113) shows that for the calculation of the "life" 
of a shaft, it is not the tension Zj which must be taken into 
account, but the difference Zi^ - Z^, 

In calculating the value of Z^ - Z,^ for different sections 
of the shaft, it will become evident, as indeed has been shown 
by experience, that the shafts of continuous-current dynamos 
generally break between the commutator and the hub of the 
armature — that is to say, in a place where the torque is equal 
to zero, or, in other terms : In calculations respecting the 
shafts of dynamos, it is not the torque, but the bending moment 
which must be taken into account. (See also American Machinist, 
No. 47, November 22, 1894. The rupture of the shaft which 
is there related could have been anticipated with a certain 
exactitude by the aid of Autenheimer's theory.) 

In a large numbier of continuous-current dynamos, ranging 
from 7 h.p. to 260 h.p., we have found, for the part of the 
shaft mentioned above, the following mean values : 

v o H.p. I 

Zi = 80,000 -. 

^ ;/ d^ 

Z.2 — o. 

In the first formula, H.P. = the number of horse-power 
n denotmg the speed of the machine. Moreover, we have 

t = 



2 n 60 

Substituting these valuations in equation (113), we obtain, 
.assuming a mean ** life " of 30 years for a shaft : 
For shafts of wrought iron 

rf = 20 '/"•^- = 2i ll^'^\ inceuUm^Ues . v\^^^ 

^1 
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I^'or Steel shafts 



d = i8 V"-^- = 21 y— , in centimetres . 

V ;/ ^ ft 



l"5)' 



In these formula: d denotes the diameter of the port of 
the shaft where the total energy consumed is a maximum— 
tliat is to say, at the part of the shaft enclosed by the 
commutator centre. The dimensions in the bearings ooold' 
he made smaller. 

KXAMIM.es RkI.AIIM: IO EnrATIONS (114) A^'i^ ("5)- 

V.Vr]ikon Dviiamos. 



11. 1'. 


n. 


d (calculaieil). 


</ (executed;. 


71 


1,200 


3 J nim. 


40 mm. 


155 


1,000 


^1 


50 


30 


QOO 


56 


y> 


700 


79 


75 


95 


500 


105 


100 


200 


200 


iSo 


140* 



• III u-vi- thi> shixh \ia> f«»uiul tu Ik,* hH» weak ; it gave origin to an exaggcratD." 

Iii'iniiiii;. 

All these shafts were of steel. 

The formuL't UM^ ^^^ (115^ in general give shafts too 
wiak for small outputs, and shafts too strong for laife 
outputs. In fact, shafts with a small diameter should have 
the calculated values increased, because in that case the force 
<lue to maj^Mietic traction, arising from faulty construction (for 
example, from eccentric boring or a defective arrangement 
nl ilu' conductors^, will exercise an influence much more 
important than when the shaft is large. We will return to 
the force of magnetic traction at the end of this sub-chapter. 
It goes without saying that the formula; (114) and (115) can 
Miily serxe for an approximate predetermination, and that a 
■^iil)se»|nent verification is alwuvs necessar\' after the armature 
\\A> heen designed. In the case of continuous - current 
• Ixnamos, we might assume a force of 450 kgrm. to 550 kgrm. 
pel S4piart» centimetre, with a normal bending of ^V ^ '» idesignat- 
in^ th(* distance of the arniature from the field magnets* The 
lieiuling of a large number of dynamos actually constracted 
has been found ctiual ti> from o'oi cm. too'o6cm., the bendingi 
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forci;s corresponding to from 100 kgrm. to 550 kgrm. per 
square centimetre. In larger machines it is usually from 
400 kgrm, to 500 kgrm. 

The dimensions of the other parts of the shaft depend on 
the diameter of that part inside the centre of the commutator. 

The diameter of the shaft at its centre point is generally 
greater by some millimetres than its diameter in the com- 
! mutator. For the diameter of the shaft within the bearings, 
we must take into account the distance between the bearings 
and the clearance allowed. We might effect a sufficient 
approximation by arranging that the diameter of the shaft is 

in smalt machines = i"3 to i'4 times the diameter in the 
bearings : 

in large machines ^ 1*1 to i"i times the diameter in the 
bearings ; 
this bearing being the one situated nearest to the pulley. 




nfc length of the bearings should be made of a sufficient 
magnitude, smce in the contrary case the oil has a too free 
path along the shaft. Thus it may often be observed that in 
bearings furnished with a small lubricator, the store of oil will 
»e exhausted in the space of a few minutes. 

The armature should be fixed on to the shaft by the aid of 
either a single large key or two smaller ones. We should use 
two keys when the metal used is bronze, and when their 
thickness should be reduced on account of the price of the 
Insufficient care is often devoted to this part of the 
uibject of dynamo design. 

Certain observations madtr by the author on electric motors 
lor tramways, in which the stress on the keys is. it is true. 
i unfavourable as possible, have led to a closer examination 
r the tables in use fur the determination of the dimensions 
t kti>'S. It has been found that the dimensVou q\ VeNs 'i.'^e.^ 
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in ordinary machines are not well adapted for use in 
motors. The principal fault to be found with them is in 
connection with their height, which is too great for a bronze 
hub, whilst the dimensions of keys calculated for cast iron 
are too small for bronze. As it is necessary- to possess some 
uniform system, and as, moreover, a certain number of Swiss 
and Cierman firms have adopted the system of M. Julius 
Komele. of Fribourg (Baden), it would be well to adopt their 
system for electric machines, to arrive, in the end, at a 
greater unification. We will use this under the modified 
form presented in Table XII. 

The modification consists in recommending, for example, 
a key of i8 mm. by 32 mm. for use, with shafts from 11 1 mm. 
to 120 mm. diameter, instead of with those of from 120 mm. 
to 124 mm. diameter, as recommended by M. Romele : other- 
wise, M. Romele's dimensions have been maintained through- 
out. This method, if adopted, would entail the advantage 
that keys could be purchased ready made of standard sizes. 
The length- of the key is determined by admitting a maximum 
stress of 4 kgrm. to 5 kgrm. for cast-iron hubs, and 3 kgrm. 
to 4 kgrm. for bronze ones. If circumstances permit, it is 
advisable to work below these figures. 

Force due to Mii<^nctic Traction, 

To determine; the force due to magnetic traction arising 
from wear of the hearings, bending of the shaft, etc., we will 
make use of the following approximate method. We will 
suppose, for example, that the centre of the armature of a 
four-pole machine (Fig. 167) is displaced from its proper 
position through a small distance .v. The first consequence 
of this displacement will he a modification of the density of 
the lines of force at the four poles due to the resulting: 
alterations in the magnetic resistance in different parts of 
the circuit. In order to avoid unnecessary complications, 
wu will suppose that the air-gaps of the poles II. and H- 
are unaltered : we may, therefore, alone occupy ourselves with 
the alterations of poles I. and III. 

Let B be the density of lines in the air-gap, before the 
displacement : 
S be the section of a pole ; 
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be the breadth of the air-gap ; 

H| and \\ the densities after the displacement of the 
armature. 

The maf^nctic resistance of the iron, which might be con- 
sidered to be constant for a small variations in the lined 6 
force, could be expressed as a fraction of the resistance of th< 
air by writing the total resistance =• a x resistance of air. 

We shall then have 



B, = H 



H. = H 



2 a 



2 S a -H x' 

2 6 a 

2 S ti - x' 




Ik;. 1 07. 

The^force of maj^notic traction will therefore be, accordir 
to Maxwell's equatiiui. 



J3 X 10" ^J & u -H -v 

/-. ■ ' ( '' *' V. 

JS ^ 10'' \J <» a - .V 



The ilownward force which will be exercised will coi 
scciuently l>e (neglecting a- in comjxirison with 4 i* a^) 



y — y - 7 = 



25 X lO*" a 



- . (If6) 
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The constant A is, in the case we are now considering, equal 

In making a similar calculation for the case where the 

•centre of the armature is displaced at an angle of 45' with 

Fjespect to the axis of the field magnets, we should find 

A «= 2'8. For any given number of poles we might make use 

•of the following table. 

Table of Valuks of A. 



Number of Poles. 



4 

4 
6 

8 

12 

16 




Remarks. 



Displacement along axis of field magnets 
Displaced along neutral line 

,, ,, axis of magnets 

neutral line 



11 



»» 



»» 



Example. — Let us suppose that the shaft of a four-pole 
50-kw. dynamo, possessing a crown of poles in two pieces, is 
bent by 0*5 mm. (x = 0*05). 

The weight of the armature = 800 kgrm. Further, o = 
•o*5 cm. ; rt = 2 ; S = 950 square centimetres ; B == 7,000. 

In this case A = 2'8. 

We therefore have 

Z = Zz ^_ . ^ 2*8 = 260 kilogrammes. 



25 X 10 



0'5 X 2 



= one-third weight of armature. 

(We can easily see that this number might be doubled when 
the bushes are worn.) 

In symmetrical bipolar machines, a displacement of the 
-centre of the armature parallel to the axis of the field 
magnets gives rise to no notable modification of the lines 
of force; thus, in this case, no tractive force is produced. 
But the case is different when the displacement is parallel 
•to the neutral line. 

When the field magnets are not arranged symmetrically, 
.as is the case in dynamos with horseshoe field magnets 
(Fig. 168), the magnetic axis is found to be situated a little 
below the horizontal line a b, on account of the varv^hl^ 
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Imutt. of the lines of force. The dow'ni^'ard tractive force 

•hu- produced will be equal to 

Z ^ 2 Z^ sin a. 

In thii^ formula it remains to determine a. 

When the journals are not cast in one piece with the 
r*: dpi at*--, we could easily obviate this inconvenience b\' 
raising them by means of wTOught-iron wedges. In this 
FKanner we could, in certain cases, compensate for a certain 
p.irt of the weijirht of the armature. In four- pole dynamos, 
r irrvins: more than two brushes, this method is not alwax-s 




.X 



..ppiiciiMt, since in that case thL- direrent circuits may bt 
.iiicvjiially K'vided. We shojlvi iise this method only when 
the .ir::iai;:rc is furnished with a wave windins; ^Figs. lO. 
_•>. and J.I . The mai;:u::c iractivir force exercises a moS't 
irr.p.TMTU iT^rlueiiC'. ir. the case oi very larire dynamos 
uorke.i :»v ste.i-r. - eni:ines, in which the centre of the 
..r:;..,tr.:e will be .ilspl.-ce^l at each stroke v»f the piston. 
I>\!.a:r.os v>f this kind shv^iiM. in conse ]i:ence. have an air- 
^.-.p s'.:'V:cicniIy br^Mvi. it the intensity of the field should 
Si r^i'.'.ceri propvitionaiely. The same result is attained in 
liu worksb.ops of J. l\ircot. at Saint-Ouen. by a particular 
vhspositivMi v>f the tield magnets, all the poles of the same 
siv:n beini: arranj:ed on the same side of the armature (see- 
Chapter 1\.). 
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£quation (116) shows that the magnetic tractive force 
increases, with a given length of the armature, a little more 
rapidly than in proportion to the diameter. But as the 
weight of the armature increases very nearly as the square 
of the diameter, the influence of the magnetic traction 
diminishes as the dimensions of the armature are increased. 

2. Bearings. — {A) Ordinary Bearings. 

The length of t|;ie bearing depends on the admissible 
dissipation of energy by frictional heating, per square centi- 
metre of the bearing surface (or specific dissipation by 
heating). 

Let us denote by 

d, the diameter of the shaft in centimetres ; 

/, the length of the bearing ; 

P, the pressure on the bearing, resulting from the weight 

of the armature and the pull of the belt (see p. 55) ; 
/, the coefficient of friction ; 
A, the specific dissipation admissible, per square centimetre. 

In order that the bearings should not be heated, we must 
have 

60 X 100 ~" 

or, / 2L -- -— (117) 

— 1,900 A 

f will vary according to the nature of the oil used and 
the speed employed, between 0*05 and o*o8 ; A should not 
be greater than i kilogramme-metre per square centimetre^ 
and it is only when the lubrication is very good that we could 
allow a value of A = I'l to 1*2 kilogramme-metre. 

Generally we take 

For very small machines / = 3*5 rf to 4 d 

For medium-sized machines / = 2'5 i to 3 d 

For large machines / -^ 2 rf to 2'5 d 

Almost all modern dynamos are furnished with one or two 
and sometimes more lubricating rings, arranged along the 
bearing. Experience has shown that we can with a single 
lubricating ring thoroughly lubricate a bearing whQ%t lcugj.\x d.otv. 
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can be adjusted i 
bearing constructed S' 
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1 any position. This is the case with ii 
veral years ago by the West ingh oust 
Company (Fig. 172). To avoid 
the necessity of spherical boring, 
which is hard to perform, the 
Crocker-Wheeler Company, who 
construct small motors, fill the 
space between the bush and the 
bodv of the bearing with a 
fusible composition (Fig- 173)- 

A simple bearing of this kind 
is constructed by the Actien- 
GeicUsckaft Sikhs. Ekctrtdtiils- 
-■{.■erke, formerly Poschmann and 
Company. Other types of 
bearings are described in Chap- 
ter IX. 
American constructors often employ an excellent plan in 
firder to obtain absolutely true bushes ; a similar plan has 
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poured around a core placed along the axis of the bush^ aad 
which may be displaced in a guide, a \Fig. 175). At the 
extremity of the cylindrical portion this core is fbmished wAt 
a sharp edge. /, and a cone. i. The cylindrical portion has a 
diameter equal to thai of the aperture required. After the 
alloy has been cast, it is allowed to cool a little, and then the 
core is revolved. The surface of the cushion is finally left verv 
hard and polished like a mirror. 




Fi;. 175. 

This method presents great advantage when it is necessar) 
to replace a bush. 

iB) Ball BcAriu^s and Roller Bearings. 

The numerous applications which have been made of ball 
and roller bearings have naturally attracted the attention of 
dynamo makers. Howtver, attempts which have been made 
in this direction have not alwavs been crowned with success. 
It appears, therefore, that some attention to the particulars 
concerning these bearings may be useful. 

The principal difficulties encountered in the use of ball or 
roller bearings are as follows : 

1. The necessity of avoiding the noise produced by the 
j^reat speed with which the shafts turn. 

2. The insecurity of working due to the possibility of the 
crushing of the balls. 

3. The high prices of ball or roller bearings. 

It must also be added that the friction in bearings of this 
class is, in the general case, greater than that which one 
would be led to exp)ect from the catalogues of some of the 
makers. 

The two first-mentioned faults are found most noticeable 
when the balls or rollers touch, since in that case the 
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elative velocity of the surfaces touching is doubled. As a 
bosequence, bearings so constructed will not be found 
uitable for dynamos. In more recent bearings it has been 
Wempted to avoid rubbing friction, substituting rolling 
Hction in its place. 

Supposing that this condition could be fulfilled, the loss- 
iae to friction, for a pressure P, could be determined in tht 
following manner : 

0-05 P . 
R ' 



F=^ 



R being the radius of the rollers in centimetres. 

This formula is applicable to the rolling of iron railway 
carriage wheels on iron rails, where R = about 50 cm, 
For hard rollers and bushes carefully polished, the friction 
could perhaps be taken three or four times smaller. 

Suppose, then, that the diameter of the shaft = 5 cm, and' 
that of the rollers = o"75 cm., we shall have 



p. _ 0-05 P 
0'?3 '^ 3 ' 



0-022 P, 



lyhilst, for ordinarj' bearings, P' = o"o6 P. 

. Moreover, the respective velocities of the periphery of the 
shaft and of the centre of a ball are in the ratio 2 : 1. Hence- 
(he friction is, in the most favourable case, equal to 



o'o6 



1 = 0-183 



f that in ordinary bearings. 
^_ However, since it is almost impossible to entirely avoid 
rubbing friction, the true ratio is less favourable. 

The Roller Hearing Company, who have studied this 
Subject very completely, and whose bearings are amongst the 
best on the market, have found that the reduction of friction 
is between 15 and 20 per cent, during the movement, and 
im 60 to 80 per cent, at the instant of starting. On the 
Other hand, the expense of the lubricating oil is reduced 
•>■ 25 to 50 per cent. 

According to the information supplied by that company, the 
oilers of a bearing on which the pressure is 6,000 kgrm. 
tnd the shaft makes 500 revolutions per mmate, ■&'i\o\i\i. V^n^* 
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a length of 20 cm. For smaller bearings with shafts of 
from 5 cm. to 10 cm. diameter, the length of the rollers varies 
between 2T and r() of the diameter of the shaft. The number 




of rolkirs is from seven to eight. Figs. 176 and 178 show some 
types of roller and ball bearings. 

Fig. j-(i shows a bearing designed by the author, and is 
employed in the machine of 45 kw. described on p. 173. Ti> 




hinder the nccurrence of contacts between the balls, these 
latter are contained in a bron/e socket pierced with holes. 
The case is designed to prevent the sliding of the shaft in a 



direction parallel to its axis. The oiling may be effected 
^thsr by the means of a dropping lubricator, or by immersing 
:^e disc, B. in the oil reservoir, C. 

Iq the bearing of the Roller Bearing Company (Fig, 177) 
the balls are replaced by rollers which can endure a greater 
pressure without injury. A suitable modification of this 
Itearing is well adapted for use with railway carriages, notably 
when the pressure does not exceed 400 kgrm. for each bearing, 
and when the speed of the axle is limited between 60 km. and 
100 km. If the diameter of the wheel is about i m., the 

[responding speed is 320 to 530 revolutions per minute. 




Fk., 17S 



Mr. W. Bayley Marshall, in a paper read before the British 
Association at Toronto, recommends that these bearings 
should not be made to carry a load of more than 2 cwt. per 
lineal inch with rollers of ^ in. diameter. As the load increases 
•mth the scjuare of the diameter, rollers of ij in. may support a 

id of (-^) < 2 = 8 cwt. per lineal inch. 



■°'(W' 



In the type shown in Fig. 178. patented by M. G. Philippe-, 
of Paris, the rubbing friction is avoided in an ingenious 
manner by means of intermediate rollers. To fulfil this con- 1 
edition we must have 1 

O : H = C : D. ^^ 

(Ci Footsti-p and Collar Beiiririgs. 

Uynamos with vertical axes are often designed to be coupled 

directly with turbines. In many cases the co'cv%tt\xt'C\Q^ 'A 
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the turbines is adapted to compensate for the weight of the 
moving parts by the hydraulic counter-pressure, and the 
construction of the bearings is in this manner considerably 
simplified. This arrangement is often preferable to the 
others. But there also exist exceptional cases where the 
constructor of the dynamo must arrange to compensate for 
the weight of the armature, which is not always possible 
by the use of a footstep bearing, since the weight and the 
speed are often considerable. 

At the Oerlikon workshops a simple and elegant solution of 
this problem has been effected in many cases by emplo>^ng 
magnetic pivots (Swiss Patent No. 7,610, November, 1893), 
of which the calculation may be effected by the aid of 
equation (87). (The firm of J. Farcot, at Saint-Ouen, Seine, 
has patented (No. 239,191, June 11, 1894) and employed with 
success a most simple arrangement, which presents the 
advantage, among others, that hysteresis losses in the plate 
which is keyed on to the shaft and attracted by an electro- 
magnet supplied with a single winding are avoided.) 

To be sure of success the following precautions should be 
attended to : 

1. The force of magnetic attraction depends on the square 
of the interpolar distance. As a' consequence we must 
exactly limit the free play, whether downwards or upwards, 
by the aid of an appropriate footstep bearing : this precaution 
is the more necessary when the beams carrying the dynamo 
are rather light and exposed to bending. 

2. The case of the turbine is deformed by the pressure of 
the water, in such a manner that the pressure transmitted 
to the pivot is in reahty much greater than the weight of the 
armature together with that of the shaft, and, eventually, that 
of the turbine. 

As a consequence, we should, in every case, include in the 
magnetic circuit of this arrangement a regulator which allows 
us to modify the current strength between limits sufficiently 
remote. 

For footstep bearings, Mr. J. J. Reiffer has given the fol- 
lowing table (**Einfache Berechnung des Turbinen," published 
by A. Raustein, Zurich). The diameters given are only 
applicable to footstep bearings in which, as well as in the 
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contact plate, small holes of from 5 mm. to 10 mm. have been 
pierced. 

Footstep Braking (Diameter in Millimetres). 





Force 




Revolutions 


per Minute. 




















in Kilogrammes. 


Up to 
120 














1,000 


150 


200 


300 


400 


500 




40 


42 


46 


53 


59 


^2 




2,000 


58 


60 


65 


75 83 


88 




4,000 


83 


85 


92 


103 118 


125 




6,000 


100 


102 


112 


130 i 143 


152 




8,000 


114 


118 


130 


150 165 


176 




10,000 


130 


133 


146 


167 184 


— 




12,500 


145 


150 


165 


190 — 






15,000 


158 


160 


178 




— 




17,500 


172 


175 










20,000 


185 






■ ' 


■ ■ ■' 





When the turbine is suspended from ' the dynamo, the 
preference must be given to a collar bearing. A bearing of 
this nature is represented in Fig. 246. The weight suspended 
was, in this case, equal to 350 kgrm., the number of revolu- 
tions being equal to 1,200 per minute. The collar had the 
following dimensions : external diameter = 92 mm., internal 
diameter = 44 mm. An experiment extending over two hours 
has shown that a motor furnished with a collar of this nature 
could work without undue beating and without a magnetic 
pivot; the dissipation allowed was i'3 kilogramme-metres 
per square centimetre. For normal working we need not,, 
however, exceed a value of i to 1*2 kilogramme-metres. 

Ordinary and Grooved Pulleys. 
The thickness of the belt is given by the formula 



^ -= --— , ' in centimetres. 
y b V 



(ii8> 



In this formula we have designated by 
H.P. the horse-power transmitted ; 

b, the breadth of the belt in centimetres ; 

r, the speed in metres ; 

y, a coefficient which is, according to M. Reuleaux,. 

For hide belts = o*i6 to 0*30, 

„ cotton belts = o'li to o'2i, 

„ caoutchouc belts... = 0*15 to o'25% 
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S.rr.pi'i TAz'.ts have a thickness of firom 4 mm. to 6 mm., 
-iv/'ile r/«!t5 i thickness of from 6 mm. to 15 mm. ; cotton 
',T ''^rn el -hair belts sometimes have a thickness amoantin^ 
to :r rnn^.. 

The speed at which belts may be driven are — 

For small dx-namos. about S m. to 10 m. 
„ medium-sized dj-namos. about 12 m. to 16 m. 
,, large dynamos, about 20 m. 

American makers, however, admit a speed of 25 m. and 
more. 

It is not advisable to calculate the diameter of the palle\' 
from the speed and thickness of the driving belt. This method 
of procedure is wrong, because the ordinary- formulae take no 
account of the slipping of the belt. It is preferable to calcu- 
late the pulley from previous practical experience, and for this 
purpose the following empirical formula may be used : 

A = c "•^: (119^ 

«. 

Table XIII., which will be found at the end of this book, 
gives the mean values of c : this table has been constructed 
from figures furnished by seven well-known dynamo firms 
(Thomson - Houston, J. Farcot, Westinghouse, Crocker- 
Whet-ler, Oerlikon, Ganz and Co., Schuckert). As far a> 
concerns the last number in that table, it may be observeti 
that it 'applies to a steam-engine driving a sufficiently large 
transmission pulley. On the other hand, for dynamos it is 
not advisable to go below a minimum value of c = 5. 

For machines whose output is less than 400 h.p., the 
numbers in the table could be expressed in an approximate 
manner bv the formula^*: 

C ^ 18 . / '^' (I20) 

^ HP. 

or, h = 18 /H.F. (121) 

whence, g= — y/\['L: (122) 

as a minimum thickness for hide belts. 
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In the United States transmission by belts is much more 
extensively practised than in Europe, and the breadth of 
the belts often attains the dimensions of 2'i m. We 
can hardly endorse this procedure, since belts of this class 
are relatively dearer, without taking account of the fact 
that the working of the dynamos is much less secure. In 
the generating works of one of the largest electric tramway 
companies in the United States — that of the Atlantic Avenue 
Railroad Company, at Brooklyn — an accident which happened 
some years ago obliged that company to replace each of the 
large belts by two of half the size, placed side by side. We 
should avoid as much as possible the use of guide pulleys 
Hfor belts, as the "life** of the belts is always very much 
'diminished by their employment. We know one installation 
(generating works for lighting the Secteur of the Champs 
Elys^es, at Paris) where the belts have required repair 
every 15 days. The distance between two pulleys was 
only, in this case, about 3*5 m. 

H P 

In machines w^here — ^— ' > 6 to 10, use is generally made 

V 

of hemp cables for the transmission of power. 



M- d • -m 




¥\G, 179. Fig. i8o. 

F*or round cables, we have the formula 

(f m = y — '- — ^ (123) 

V 

where m is the number of hemp cables ; 

dy the diameter of each cable, in centimetres ; 
y, a constant varying from 10 to 23. 

To give an idea of the latitude which must be allowed to 
the engineer who studies transmission by uv^^ivs oi c,'e2c\^%> 
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vr-, K- ,] \:ttt "he 'SiSn r^iared by ilr Trsmlett Carter, in 
.v*\:rTi -/ tr.eri :r-m ;• - t: i-i"?. Toe i^-narros of Alioth, 
^f" .'Hiift -.av:: iimensii'-ns :«:r -vhicii -* = ii'5 to ij : the 
^^rAftr^ .r' :hr: Oer:;kt:n -vcrk^hccs imve i cccscant 7 which 
.1 '.'.ii.-il. ,ri ^n iverLie. tc :i : im: lastly. M. SeitFert give? 
"iiuft^ fi.r -/ vor-uiz fr-zc :- ro -- ■ " Huif^buch fiir 
;v;ekrr-,r.^,r.r:n:k."* bv Gr^wrnkd iiiii Screcker, second 
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ft :r! : . prrh'ips be found surprisLn^: that pulleys made in 
rh^: 'f,fix'f\'\\'t\i r\i'j\\\A present so En:ji:h -iitforence : but it must 
W\ f,\>\": .('A th'it nearly all the groo\e.i pulleys had l>een made 
to ord'-r in a^rordrmce with special instructions from turbint- 
rn'inrjf;;'' fur^rrs. 

l)>ir\::7 sevf:ral years hemp cables with rectangular sections. 
^jff'.r t}.^. pr,tent of M. J. H. Beck, of Schaffhouse iFig. i^oi. 
liavr: l><:vri f;rri ployed, and have been found to present the 
followiri:' ;idvanta<(es : (i) these cables cannot turn in the 
pullr y «jroov«:s. SO that the wear is reduced : (2) the method 
ijsf:d in the making of these cables permits of their beinj: 
wovori, whilst rjujt*; dry, in such a manner that no subsequent 
extrMisir)n takes palace. 

'V\w. ratalogue of the previously-mentioned firm contains 
the following information in relation to the power which may 
be transmitted by the aid of cables of 45 mm. 
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Number ok Cables. 



Horse-Power. 


Speed of Cable in 


Metres per Second. 


12 


15 


18 


20 


10 
20 

50 
80 

100 

150 

200 

250 

300 

400 

500 


I 
I 
2 

3 
4 
5 
7 
9 

ID 

14 
16 


I 
I 

2 

3 
3 

4 
6 
8 

9 
II 

14 


I 

2 

3 
3 

5 
6 

7 

9 
II 


2 

2 

3 
4 

1 

8 
10 



4. Armature Core and Spider. 

The insulation of the iron discs is effected, sometimes by the 
.interposition of sheets of paper of thickness varying from 
0*04 mm. to o*o6 mm., sometimes by the use of a layer of 
varnish covering the iron discs, and, finally, by the use of 
^discs whose surfaces are oxidised. This latter method is 
-employed, for example, by the Edison Company, at 
Schenectady, N.Y. It is difficult to believe that it is less 
costly than that in which sheets of paper are used. 

A certain number of firms employ special machines, furnished 
Avith elastic rollers, for the purpose of spreading the varnish 
more uniformly over the discs. 

A rational method of insulation consists in sticking the 
sheets of paper to the discs by means of gum lac before the 
notches are punched out. In this manner the layers of paper 
are punched at the same time as the discs, and, which is more 
important, the armature forms, so to speak, a block of iron 
whose shape is hardly modified after it has left the hydraulic 
press. In the method of which we speak the wrought-iron 
discs should be heated whilst in the press ; after two or three 
hours the discs adhere together in a durable manner. 

Since the thickness of the discs generally employed amounts 
to from o'5 mm. to o*6 mm., from 85 to 90 per cent, of the 
total section is utilised, taking account of the roughness of 
the discs. 
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The discs for toothed armatures are either punched before 
they have been joined together, or milled out afterwards; it is 
not possible to punch them after the discs have been built ap, 
for it might happen that one or more teeth would be tore ofi^ 
In all cases the notches should be carefully filed to prevent 
contact between the iron discs at their line of junction. Tiie 
author has remarked on several occasions that heating of the 
teeth was solely due to contacts between the discs, and that 
it was entirely removed after the notches had been carefully 
freed from burrs. In a particular case the heating was 
increased after a filing which had not been performed with 
suffic ient care. This shows that this operation must be most 
conscientiously performed in order that the desired end may 
be attained. 




The iron discs, which are arranged one on each side of the- 
armature, arc fjenerally made of wrought iron of from 2 mm. 
to _} mm. thickness. Armatures formed from windings of iron 
wire appear to have been abandoned for reasons which may 
easily be conceived. 

In dymiiitns iL-tth lateral poles the armature is formed from 
windings of iron ribbon, with layers of paper interposed. For 
the rest, this type is less generally used at the present time 
than it was formerly, perhaps, in part, because the iron ribbotu 



more costly than the discs, and cannot be obtained in 
saflicient lengths. 

Discs in one piece can only be obtained when the diameter 
of the armature is not greater than from i m. to i-2 m. 

For armatures larger than this it becomes necessary to cut 
tiie discs in several segments. The 
reunion of these segments is effected 
in several different manners, as shown 
Figs. iSi and 182, which can be 
■understood without further descrip- 
tion. 

18111 isdue to Wood, of Cleveland. 
-, i6ib ., G. Kapp. 

i82<i ,, the Oerlikon Works. 

Concerning the manner in which 
these iron discs are mechanically 
connected to the shaft, we will only 
mention a numberof typical methods, 
(be space at our command being 
insufficient to allow of a description 

of other forms derived from these, and differing from then» 
only in details of little importance. 

In the case of the armature represented in Fig. 183 (Elec- 
tricitats Actien-Gesellschaft, formerly Lahmeyer & Co.), which 
shows a disposition often employed for small armatures, the 
discs are placed directly on the shaft, and held in position by 





Imeans of a nut. This arrangement is perhaps less rational ii> 
case of a motor than in that of a generator. Indeed, 
I the case of dynamos of this class, constructed in great 
ubers and kept in stock in order to diminish their net cost, 
t is not easy to alter the shafts, which in many cases m.u'A "q^. 
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done in the case of motors. This inconvenience is avoided in 
the types of armatures shon-n in Figs. 184 and 185, since the 
shaft could in these cases be changed, even when the winding 
has been completed. 




In particular the arrangement shown in Fig. 184 presents 
many advantages : the principle -was first employed by the 
Weslinghouse Company, of Pittsburgh, who constructed even 
powerful alternators after the same type. Its principal advan- 
tage consists in rendering a special supporting framework for 
the armature unnecessary. 

It is true that this arrangement entails a great deal of loss 
in the discs, but this 
loss is sufhciently 
compensated for by 
the suppression o 
the armature spider. 
For dynamos of ave- 
rage output the Oer- 
likon Company make 
use of an arrange- 
ment represented in 
Fig, 186. Thf arnia- 
'^' ture spiders are each 

formed of si.\ spokes 
with six projecting keys, which fit into recesses in the arma- 
ture discs. The projecting keys are alternately long and 
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Iiiini li«:<l with ;in arlitici.il ventilation which is obtained bv tht- 
intf rposition of two bras^ fliscs carryin;; ribs. It is, however, 
very floiibtful whether this ventilation is of any real utility. 
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We now arrive at the consideration of armatures of which 
Ijthe windings are disposed along the periphery. 
• Fig. rSg : tramway generator (H. F. Parshall), General 
I JElectric Company. 

Fig. 190: four-pole dynamo by Brown, Boveri, and Co. 

The first of these dynamos is also furnished with an 

■artificial ventilation for the body of the armature. This 

1 -dynamo presents a further interest, inasmuch as the insulation 

^of the commutator sections is effected in a manner both 

fcomplete and original. 




. .89. 



the discs are furnished with ears which 
tgage with the cist-iron spokes of the armature spider, 
ypiving horns may be dispensed with. 

In the armature of Brown's multipolar dynamos the bolts 
^hich clamp the disc together serve at the same time to 
jtransmit the driving force; for this purpose they are buried 
ihalf in the cast-iron body and half in the wrought-iron discs. 

Most jof the figures given up to the present refer to druni- 
|wouod armatures. 

Lastly, we will mention five arrangements specially adapted 
Ifor ring armatures (Figs. iqi-i()6). (Other well-executed cuts 
^representing armatures of different forms may be found in the 
■previously-mentioned work of M. Arnold.) With the eiy^e^i'wOTi 



I 



<i Figs. 194* and 195. these are equally well adapted for use 
with drum-wound armatures. A very simple arrangement, 
which is at the same time very cheaply constructed, has been 
designed by the author and manufactured by the house of 
Farcot at Saint-Ouen (Figs. 192 and igj). These figures 
refer to a dynamo of 250 h.p. and 360 revolutions per minute. 
In order to facilitate the compression of the discs in the 
hydraulic press, a length greater by several centimetres 
than that absolutely necessary is given to the bolts, which 
thus serve as guides for the discs ; they are cut, after 
compression has taken place, to the exact length required. 




h is hardly necessary to remark that these bolts need not 
'* insulated, and that it is not necessary that they should be 
■"ade of brass or bronze. It is even permissible to allow 
^ese bolts to penetrate deeply enough into the iron body of 
'he armature without our having cause to fear excessive 
'Kiting, since their self-induction is so considerable, owing 
to the feeble saturation of the iro 
Mnnot be produced. A complete 
given in Chapter IX. 

In the types already described, 
lollowing ones (Figs. 194 and 195), the spokes drive the 
armature core, being for this purpose inserted in the wrought- 
iroD discs. 



that strong currents 
5W of this machine is 



well as in the two 
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On the other hand, in the machine (Fig. ig6) use is made 
of small keys which engage half in the armature spider and 
balf in the discs. 

As we have already stated, the spider of a ring armature 
liould be made of bronze. In the case of a dnim-wound ■ i 
Utoatiire, cast iron is generally used in order to diminish the/ J 



As a general rule, powerful dynamos are furnished with a | 
'ura winding, or, when a ring winding is adopted, the spider 
ts in two pieces, the hub and the spokes in cast iron, whilst 
le rim is in bronze (see the arrangement of M. Thur 
;hapter IX.) 
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We believe that it can be shown, by citing some numbers, 
that the old prejudice in favour of the necessity of careful 
isulation for the bolts is really unfounded (see Schweiz, Blatter 
fur Eltctrotechnik, February, i8g8). The exceptional cases 
li^ere an excessive heating has been observed occurred in 
bipolar machines in which the cores were strongly saturated, 

1 the other hand, in multipolar machines, where, in order to 
avoid hysteresis losses, a very feeble saturation is employed. 
ihe insulation of the bolts is practically useless. Since iin\ 
■currents produced in the bolts will be alternating, it is easy 
to explain ihe reason of this. We will take for the basis of 

r calculations the most unfavourable case in which the bolt 
passes through the midst of the iron core. This is practically 
Ihe case in the dynamos of Siemens and Halske and 
Scbuckcrt. When the armature revolves, the lines of force 
circulate round the bolts and their sense changes every time 
that a bolt passes by the axis of the poles. The llux 
greatest when the bolt is in the neighbourhood of the nenU^V 
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i clised zircuii. An aitematine 
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( iirrrrit will tli*:rcforc be produced whose periodic curve will 
r(!(t**rfihlc that of the IC.M.F. This current will engender, in 
it!) turn, lines of force which will also surround the bolts, the 
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number of lines being proportional at any instant to the 
current flowing in the bolts. We will designate the maximum 
strength of this secondary field by ^. 

But we know, in accordance with the laws developed at the 
commencement of this book, that a variable field circulating 
around a conductor produces in the latter an E.M.F. which 
will have the same value, whether the variation is produced 
by the motion of the conductor in a field of constant strength, 
or whether, the conductor remaining stationary with regard 
to the field, the latter is modified in an equivalent manner. 
When the field is produced alone by the current in the 
conductor, the E.M.F. thus induced is called the E.M.F. of 
self-induction. We can determine this in a manner analogous 
to that used above. 

We therefore have 

E, = ft) ic' io~^. 

When the resistance of the conductor may be neglected in 
comparison with the self-induction we shall have 

E. = E; 

and as, moreover, k could be taken approximately equal to a:, 
we shall have 

In this equation ^ is known beforehand ; moreover, ^ is a 
function of the current strength, C ; we could therefore 
determine the current strength by the aid of the equation 
as soon as the relation between and C can be expressed. 

Let us consider a magnetic circuit of length L acted on 
by C N ampere-turns ; the density of the lines of force is 
determined approximately by the empirical formula 



in which H = ^ 



T> iQ,6oo , 

B - 21,500 -^ -1^ (I 

_ 47r C N 



24) 



10 



In this way the following table has been constructed, the 
values, which were obtained by the use of the above formula, 
differing by no more than i or 2 per cent, from those found 
from the curve for wrought iron given at the end of this 
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volume. The agreement is noticeably good between the 
limits of 4,500 and 18,400 lines. 



H. 


B (from curve). 


B (calculated). 


Error. 




1*5 •. 


4,500 


4,400 


- 2 


per cent 


2 


6,000 


6,000 









5 ..« 


10,000 


10,100 


+ 1*0 






10 


12,300 


12,400 


+ 0-8 






30 ..- 


15,400 


15,200 


- 1-3 






70 ... 


17,000 


16,750 ... 


- I'2 






140 


18,000 


.. 17,730 ... 


- 1*5 






300 


18,400 


18,580 ... 


+ 1*0 







For other curves of wrought iron it will suffice to alter 
slightly the constants in the foregoing equation. 




Fig. 197. 

We will now make a supposition the most unfavourable for 
our demonstration — i.e., that the lines of force only circulate 
in the interior of a circle having for diameter the difference 
between the external and internal radii of the discs ; then 
in supposing that the maximum current strength is C and 
that N = I, the total number of lines will be 



= / X 




21,500 - 



19,600 



^ 



dx (125) 



4 TT 
10 



2 TT X^ 



= / [21.500 (r, - rO - ^J^ (r,» - rj) ][; 



IfU- TaMTTN^TICUS ITTHHEST 



^r. :n jenerai. o =^ . x ~ .— ^ I . - - . tu6' 



-L'-i] 



Tie viiiies it i ind J Vil be snimr jx the rsbie. p* jsgs- 
Ler 15 ^iinpcse riac die rnrrsxc may be eapressed by 
:iutskn& \x X ane rarve: Then dn* jniTimiTm. ciirpgnt will be 

H^txirjt zhe mean iarr?*sit atrmrgdi will he 

C = -^ ^-^^ .... .r-:7» 

W* -»:L: here work oat a. mnnencai example : 
f-^ ;!i ^iippofie thar the <±sLta Kimis&etl Les pec tin yj: a six- 
p<.u^ iyr,iirr,o. of r.'io fcw,. is as SdIIows: 
Ar-, "/ rr.*^, poie^ieces = -14 cm. 

N .rr/v:r '^f bolts = 6. 

R.^: ..-."^.'.'^i of ^ bolt. c-^Ciidered is 2. oz-mplete circuit, 

f'T'',r:. 'h^-': "HxAf:, p- 295. 'Ae obtain 

a = I'ji/jfCjfj : 3 = 445,000. 

4^ = [ • 44 X j.ooo i = 77,000 X /. 

/- f 445-^^00 X / .1 

r I 2JA: i _ _ = 74 amperes. 

tj2/)<}^} y I - 77,000 X /' ^'2 

Thfr loss in watts in the bolts is therefore equal to 

6 y 000016 X 742 = 3-2 watts. 

This r:;i|r:ulalion shows that no advantage will be gained 
by insuL'iting tho bolts of this machine. 

5. Commutator and Winding. 

Commutator, — In small dynamos we often meet with arrange- 
ments in which the commutator is built up on the armature 
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i zT-tzhi-A :f ;::t::=c-;i;ticc is cot a rational one, 
;C'-ics:r.iir.i :f 1 :r:ir.:::iri:cr 30 caostructed when 
priiiricall-.- :mp>:i==:;ic. F:r this reason all modern 




T-jii.n'. I'lrrr.a •■.f ccrr.:r.i::ator have already been passed in 
r-r. .•■;■* -.'.h-jn c-,r.;i'iennz :h-: irmature: two aew arrangements 
ar^ ih'jAT. in Fi^a. :o • Siem-rr.; and Halske' and 199 
fSi-.h^r.k-jr: . These tw; :o:rr.= d:iier in having the clamping 
riri;; '.'.rr.pose-i ■:{ several pieces which are bolted together. 
'I;.-: '. ::..'r,;:-::'.r 'Fi?. :■-■. rr-ser.;; the advanta?;e that its 
':'.l':',r.- f.-.n :j ■ ciarr.pe: aa i ..ujcstcj bclore mounting on the 

(n 'hr.':::.-.-. where th-j commiicati-r section? are held in 
[■'.irjou ;■ , a nut, this latter sho^lj not press directly on the 
sections or on their insulation; 
it is necessary to interpose a 
washer, since withont this pre- 
caiitiun the insulation will be 
injured whilst the nut is being 
screwed up. In this case it is 
also well to use a nut of small 
pitch in order to prevent its 
accidental loosening: a lock- 
nut or a locking screw may be 
used, and this latter may be 
further utilised to prevent 
hitmil iiKilion of the commutator case on the shaft 
(l-igs. iK{ and 186). 
To insulate the commutator sections one from another. 
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Indian mica (Canadian mica, though cheaper, is not well 1 
^apted for this purpose on account of its stiffness), com- I 
pressed card, vulcanised fibre, or amianthus, may be used. I 
The two latter substances cannot be employed except I 
when the dynamo is to be employed in a. dry place. To J 
insulate the conical surfaces the use of compressed card I 
(Presspahn) or of nn'canile may be recommended. We can I 
procure pieces already shaped for this purpose either in I 
micaniU, which is made from pieces of mica stuck together I 
with gum lac or copal varnish, or in compressed card I 
<Pres6pahn). I 

During several years micanite has been used to insulate the I 
commutator sections one from another. However, this lattef I 
method exacts great precaution in its use in order that the I 
commutator may not wear unequally or become deformed I 
after some time of working. In order to prevent the latter I 
^ssibilities, heat is applied whilst the clamping is being | 
ifinished. Micanite presents the great advantage, in com- I 
^— irison with pure mica, that it is cheaper and may be made J 

KQlo sheets of considerable size. In small machines of lessJ 
han 10 h.p. the difference in price is small, and pure mica. I 
should be used. 1 

The insulation of the commutator sections from the case ' 
should be performed with great care. For this purpose the 
iQSulating layer should extend beyond the ends of the com- 
mutator sections, at any rate in high-voltage machines, for 
I distance, a, of fmm 5 mm. to 10 mm. (Fig. 190). An I 
insulation of this sort is realised with great success in the 1 
Marshall tramway generators, which have been previously 
lOnsidered (Fig. i8g). 

To diminish the number of brushes, opposite commutator ] 
sections are sometimes united by means of cross-connections j 
ip. 22). But these cross-connections should not be placed 
io the interior of the commutator ; preference may be given 
to the arrangement shown in Fig. 200. 

The angle « at which the ends of the commutator sections 
ire inclined with respect to the axis, varies between 40" and 
po'; the angle which is at once the most rational and the 
(est adapted for purposes of design in 45°, In consequence 
oi this oblique form the case sustains a tractive force when 
Jhe armature is revolving, and the component of this Eo^ce. 
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ci'VTiKror? rrRREKT 



paraJlel i:- ihe ptic T:iay b« 
froin iht lOiJ ■:>"«■: nc f^miiila : 



-7 Tr.Tl a G T- 

Z = — — loo. 



<i28) 



u"M r 



in which we desipiait by 

G the weishi of the comrantaior seg:xDents (in kilogrammes) ; 
T the hn^rdz velocin* of the centre of gra^-ity of each section. 

in metre? per second : 
r the radisJ distance of the centre of gravitj* of each section 

fr:»n: the axis of revolution. 




Cornm-nators tend to break at the point c ^Fig. joi). 
;ind there ruptures are srenerally due to faults in the cast iron. 

For this reason, and for greater secu- 

rity, the ponion hatched in the figure 

should be cast in one piece with the 
body, by and the necessary' conical 
groove turned out after\\*ards. It is 
the same with the spider of the arma- 
ture (Fig. JOJ, c). 

We will now consider the special 

rules to be followed in the construction 

of commutators : 

(a) For the construction of the commutator sections, when 

copper brushes are employed, we may use hard bronze with 




I" •. 



20 1. 
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an insulation by means of compressed card (Presspahn) 
or mica. When carbon or brass brushes are employed, 
hard hammered copper with mica insulation should be used. 
In the United States the segments are generally forged in 
special moulds. 

(b) In high-pressure series-wound machines the difference 
of potential between two contiguous sections should be 

^2 = -j^-- < 30 volts, 

(c) The insulation between two sections should have — 



For a pressure up to 250 volts, a thickness of 0*5 to o*6 mm. 

„ 500 „ „ 07 to 0-8 „ 

„ „ 1,000 „ „ 0-8 to I „ 

„ „ 2,000 „ „ I to 1-2 „ 

(d) The necessary length of the commutator depends on 
the area of the surface of the brush by means of which 
electrical connection is established ; this should not be con- 
founded with the section of a brush. For metallic brushes an 
area of 4 square millimetres per ampere is generally allowed ; 
Jbut this area is often much larger in small machines. 
For well-made machines, we have 

Surface of contact (in square millimetres) 

200 / V 

amperes per Ime of brushes 

For carbon brushes we may allow a minimum area of 13 to 
15 square millimetres per ampere; when the space is not 
too much restricted we may even allow from 20 to 25 square 
millimetres. 

(e) The commutator should be so constructed as to avoid 
any risk of its rupture through the centrifugal force (see also 
the recommendations, p. 315). 

Winding. — Ring windings are almost exclusively employed 
on smooth armatures. Fig. 202 gives some details of the 
arrangement adopted by the Oerlikon Company. Instead 
of wooden discs, other insulators are used, such as cloth, 
micanite, paper, isolite, etc., which present the advantage 
-of occupying less space, whilst effecting an equally good 
insulation. 
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To obtain a rational winding in which the extremities of' 
the wires project, the winding of each section should bcv 
when possible, commenced at the middle of the wire. 

Drum winditif^s are much the most numerous ; we can 
class them in three groups : (i) Windings en ekignon 
(Fig. 183) ; (2) regular windings, with cross-connections at 
the base of the drum (Figs. 184, 186 to 188, and 192) ; (31 
windings having cross-connections on the cylindrical sur&ce$. 

The first method is used only in small dynamos, wound 
with wires, but it requires a very good insulation in the 
conductors which cross each other. In the case of tfai- 
regular windings with cross-connections at the bases, v.<: 
may adopt several arrangements. Thus we can, followiDg 
the example of the General Electric Company, employ for 
the cross-connections straight bars which have been curved 
by the aid of special pincers. 




This method (Fig. 1S7) has been used for a long time at 
thi; Oerlikon Works, with this differenco. that it is not thi 
cross-connections but the longitudinal bar which is bent at 
its two extremities in such a manner that each of the latttr 
forms a handle of the junction forks (see also the arrango- 
ment designed by the author, Figs. ii)2 and 193). Thi- 
reunion of the two forks is obtained by means of a copper 
gutter, in which the two extremities are soldered. These 
gutters must be connected, in their turn, with the com- 
mutator by means of a special copper bar, which, can be 



ildered separately for repairs. A perfection is thus 
Used that is not to be disdained. 




ig. 188 shows an armature of a tramway generator, due 

Uioth, of Basle, in which the two forks form one piece. 

windings, arranged along the cylindrical surface of VWe. 



II 
l.lttl-l 

.1 lot 

l.v \ 
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III', :in> vcTY simple as to their mana&ctare: thejr 
ts far as wc know, first made by Mr. C. E- L. Brown 

!t shown in Figs. i8g and 190, the special forks are 
iway with in this case. The principal incom-enience 
»■ windings depends on their considerable length alon^ 
.is, iihovi- all in the case of a machine with a small 
1 llf polfs. 

i<- spiicc rcstTvctl for the windings is sufficient, these 
iii.iy I'l- rogiilarly shaped from wire by the aid of 
iiT ir"i;;s. Jo,i to 206), introduced for the first time 

Aliiitli. of iiasle (1885), and by Mr. Eickemeyer, at 
?> iN.V.K in i8S>^. A former of this kind, for machines 

>ii tunv poles, with parallel windings, is represented 




Ml lif^. .'Hi. It is oonnxvii'd of two pieces of wood, Ai and 
A., Willi niii.lf iiiiti's. ,\j ;iiul A„ which are maintained in 
|iii;,iiinii l>y iiuMiis of iron phiti'S, Hj and Bj, and by a wooden 
Hut Ml till- iiiiiUlIt'. Dn thr iron plate are placed the 
i.ni.n.il.l." l.-niplat.s. t„ C... l;i, and C,. 

III.' wire is lu-nt on the plates and engaged under the 
li'iii|iUilii, f. aru'i which it is placed along the guides. 
A, ,inil A,, llie bolls, I", serve to fix the wire. To remove 
Mil' wiiiilin^ \^bell liiiished, it is only necessary to remove the 
l,l„|.l,.l.s.l-. 

I'in. Jii.( rejirt'-sents a former for series winding; the wire 
IS sltiiwn by iho dotteil lines. In most cases we do not attempt 
III liiiiilly sha|H: the winding in this manner, but we bend the 
lateral wires connected to the commutator by hand — or rather. 
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lat which is certainly preferable, we wind only the right-hand 
pd wire on the former, so that a single branch of the fork 
formed on each side and the second layer is executed 
f hand on the armature (Fig. 1S4). 




lour in performing this could be diminished by the 
IStion of a wooden disc, H (Fig. 184). 
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The former shown in Fig. 203 is destined to shape the 
windings to be placed along the cylindrical sur&ce of an 
armature, and has been employed by the author for a bipolar 
dynamo represented by Fig. 240 a and c. The special point 
in this winding consists in the distribution of the wires of 
an armature section in two slots, so as to diminish the self- 
induction. 




Fig. 2o6» 



Figs. 206 and 207 show the process of manufacture of 
the windings for tramway motors by the Westinghouse 
Company. This winding forms a mean between a winding;; 
€n chignon and a regular winding. Each coil is additionally 
insulated by means of a ribbon. 

The great advantage gained by the use of a former for 
winding is due both to its small cost and the rapidity 
with which the work can be carried out. Thus it is 
stated that a motor for the tramways of the Westinghouse 
Company, of 30 h.p. (95 slots), could be wound in about 
15 hours, a time which is in all probability not under- 
estimated. The author had occasion some years ago to 
wind the armature of an 80-h.p. dynamo (the bobbins being 



already made) in 40 hours, which an experienced winder 
cuuld doubtlessly have performed in 30 hours. 

In the case of dnim windings on smooth armatures, it is 
indispensable lo use driviog horns — that is to say, pro- 
jections in brass or in fibre inserted in the armature; the 
adherence of the wires to the surface of the armature is 
insufficient to prexunt sUpping 




htsvlation of toothed artnattires is effected by means of paper, 
of mica, of micanite, or micanite cloth, etc. We know that 
in toothed armatures no tractive force is exerted on the 
windings, which permits of our employing insulators possess- 
ing very little mechanical strength. We will give some 
information as to the capacity to resist piercing by sparking 
of certain substances submitted to alternating currents ; this 
information is taken from the publications of Mr. Plumb 
{Sibley Journal, June, iSgg). 



Thickness ..f li« 



/oltagF N«cessiiy 
10 Pierce the 
Insulation. 



5. '90 
6,iSo 
6,980 



I 
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Er.peri.'neDts carried oat at the Oeilikoa Worts have given 

the foIiO-Aing resoits: 



C^-j-E.::';. X . 1.779 



iSo ;■ ■ 170 I:awl»Ti« (.« 






I Fic[<l-iiiagr.«c windings ;in'l 
l.jjO .■> I. ,30 -J j^^jj. ^ „n«:^. 

I IiuuhtioR SetvMD (he vim 
i,Soo:o 2,cxx> J doaing £ic)i otbn f* 
' 1 .iigmm ■iodines. 






It can be generally assumed that a layer of micanitt' 
0*1 mm. thick can support a pressure of 7,00a %-olt5. 




The jtinctiim of the ainding a-ith the commutator is effected 
sometimes with solder, sometimes by means of bolts ; the 
first method is preferable to the second. Reference may be 
made to the figures already cited, as well as to Fig. 208. 
When the armature is wound with wires, the most simple 
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vnethod is to solder these directly to the commutator sections ; 
in cases where this would be impracticable, owing to the 
thickness of the wires, the arrangement shown in Fig. 208a 
-may be followed. This arrangement is also to be recom- 
mended when the commutator sections are made of drawn 
•copper, since it corresponds to the smallest possible waste 
of metal. To protect the windings and to prevent the 

introduction of dust amongst 
them, the armature is often 
furnished with a covering 
of cloth (see armature, Fig. 
227). In the case where car- 
bon brushes are employed, 
this covering is not neces- 
sary. Moreover, it is not 
rational to place it on that 
side of the armature next 
to the pulley ; when that is 
necessary, several holes 
should be made in the 
cloth. In fact, it has been 
observed in several cases 
that short-circuits have been 
produced solely by the fact that the moisture deposited in 
the armature during cooling tends to spread toward its 
periphery, and damage the insulation there. 

6. Binding Wires and Auxiliary Collectors. 

Binding wires are used to maintain the armature windings 
in their places against the centrifugal force developed by the 
revolution of the armature. To determine this latter, we 
will consider the windings as forming a tube of length l 
•(in centimetres), thickness a (centimetres), and of radius 

«r =» — (Fig. 209). We will suppose this surface to be cut 

into infinitely small segments, of length X, and we will 
<leterniine the centrifugal force acting on each one of these. 
We have 

o Mass (in kgrm.) v^ ^ v'^ i 1 
P = ^ ^ ^ -ioo = yL.Xa . -— - 

9'8i r r 10 q*8i 

2.0* 



Fig. 209. 
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(y being the mean density of the space occupied by wndings)^ 

Pi - P cos a - P ^. 

The traction which will be exercised on the section of the- 
binding wire could be deduced from these formulae ; it is 
P, + Pi' + Pi" + . . . 



^ , V- / X x' x" \ I 

^ y\\ XX / 10 X Q-8i 



r \X X X 
In this equation, we may replace 



lo X g-8i: 



rtby 



Ns I 



D TT lOO* 

(s being the section of a wire in square millimetres) ; 
D TT n I 



by 



60 100' 



y by 9*2 (taking account of the mass of the insulation). 
The tractive force exercised on the section of all the 
binding wires may be taken, for simplicity, as 

Z = Ns lD«-?^ .... (130) 
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TO 

The most difficult point is to determine the length U 
in which we must include only that part which is really 
under the action of the centrifugal force, and which is not 
protected by closed notches, or in any other manner. 

Table of Values for the Breaking Weight of Wires. 



After M. Lazare W 


eiller, the formula of Hutte, 


etc. 


Brass wire 


••• ••• t«* 


50 


kgrm. 


per sq. mm 


Bronze wire 


••• ••• ••• 


46 


>> 




y « 


Double bronze wire ... 


••• ••• •■• 


80 


« % 




>» 


Durana wire 


••• ••• ••• 


80 


*> 




• . 


Delta metal 


• •P ••• St* 


100 


»> 




> » 


Siliceous bronze (type 


C. Lazare 










Weiller) 


75 


to 80 


>> 




f « 


Drawn copper 


••• .*• ... 


45 


»9 




>> 


Bessemer steel 


••• •.• ••• 


65 


»V 




»» 


Crucible steel wire 


••• •.* ••• 


120 


ft 




>»- 
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The formula previously established will suffice to show in 
what manner the necessary data for the bindings can be 
•calculated. However, in practice little use is made of such 
formulae ; in fact, electricians appear to have acquired the 
habit of calculating out the electrical part of a dynamo to 
the fourth decimal figure, and entirely neglecting calculations 
respecting the mechanical part. We will see from the 
following calculations whether this practice can be defended 
•or not. 

Example l. — We will first choose for calculation the case 
of a dynamo of 300 h.p., with a moderate peripheral speed, 
and a toothed armature. 

Let n = 300 ; L = 60 cm. ; N = 490 ; 

s = 30 sq. mm. ; D = 115 cm. 

We will suppose that the wires are maintained in position 
at the two ends of the armature, which, however, is not 
.always the case in reality ; hence L is simply equal to the 
length of the armature. 
The equation (130) gives — 

Z = N s L D w2— ^ = 490 X 30 X 60 X 115 X 90,000 X 0-83 

iQio iQio 

=» 756 kgrm. 

We will assume, for purpose of calculation, that five bands 
•of binding wire are used in the 60 cm. length, each band 
.being 20 mm. in breadth, wound from bronze wires 1*5 mm. 
.in diameter (section of wire — 078 sq. mm.). 

The section of all the wires will, therefore, be equal to 



25 



. 175 = 116 sq. mm. 



1*5 

Breaking weight - 116 x 46 = 5,340 kgrm. 

We have, therefore, in this case a coefficient of safety smaller 

.than that secured in other parts of the machine. Moreover, we 

have taken no count of the forces acting on the cross-connec- 

lions at the ends of the armature. For this reason it will be 

ivell to use a siliceous bronze or steel wire. 

Example 2. — Suppose that for a machine of 25 kw. we have 

N = 340 ; s = g; L = 25; D=3o; n= x^ooo* 
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The dynamo is furnished with a winding en chigfum. 
As a consequence we have 

Z = 340 X 9 X 25 X 30 X i.ooo X 0-83 = igo kgnn. 

Taking four bands, each of 20 mm. breadth, and formed 
from a layer of bronze wire of i mm. diameter (sectiott 
078 sq. mm.), the breaking weight will be 

4 ^^ 078 X 46 = 2,870 kgrm. 

We have, therefore, in this case a coefficient of safety of 15- 
Example 3. — We will finally occupy ourselves with a case 

where the binding wires were really too weak. It is furnished 

by a dynamo of 240 h.p., making 350 revolutions per minute. 

The dimensions and other particulars of the machine are as- 

follows : 

D = 122 cm. ; N = 228 ; s = 100 sq. mm. 

Let us suppose l to be equal to 75 cm., taking into account 
the end connections. Consequently equation (130) gives us 

Z = -!l8_x J2? '^.Zi _x 122 X 35o-^x_ 0:83 ^ , j^o kgrn,. 

The armature was furnished with four bands, each con- 
sisting of 18 siliceous bronze wires of 1*5 mm. diameter. 
During the working of the machine a lateral sliding of the 
binding wires was produced in such a manner that they left 
the grooves provided in the armature and rested on the iron. 
Moreover, the diameter of the circular bands of wire "WdS 
increased by 2 mm. during this process. We will now examine 
whether such an extension could not have been anticipated 
from calculation. 

The section of all the binding wires was 

4 X 18 X _J — 1 = 127 sq. mm., 

4 

corresponding to a breaking weight of 

2,140 ^ . 

-^ = 1,690 kgrm. per sq. cm. 

Let us take the modulus of elasticity E — 900,000; 
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unhappily, circumstantial information on the subject of such 
values is not generally given in text-books. We shall then 
have a lengthening 



d L - I. X ' . 122^ '-"'J" . 072 cm., 



2 , ,„ I .690 

= 122 ■vr ^— - 

fc. 900,000 

from which it may be seen that an increase will occur in the J 

diameter of the windings amounting to -3— = 2*3 cm. nearly. 

We see therefore that the sliding of the binding wires was 

necessarily produced. Further, this defect could easily have 

been avoided by making the number of bands equal to six, 

■--and in replacing the bronze wire by a steel pianoforte wire, 

I which is well adapted for such a purpose. 

We will here observe that in making use of steel wire wo 
■are obliged to use acid for soldering- As a consequence, 
' the whole should finally be carefully cleaned with benzene. 
The acid must also be carefully prevented from reaching 
the insulation of the armature windings. 

The three preceding examples, which we could multiply 
indefinitely, suffice to show that we should proceed with 
great caution in the choice of metal for binding wires, and 
that a calculation to confirm this choice is necessary. The 
jJaiger the dynamo is, the greater become the necessary 
precautions, on account of the increased length of the wire. 

In many cases we will be obliged to use an auxiliary 
collector (see Fig. 2o8rf) conjointly with the windings on the 
two faces of the armature. Good results may also be 
obtained with the arrangement represented in Fig. 208e, 
n-bich is, besides, much less costly and more easily con- 
structed than the preceding. 

In the new types designed by the author, and patented 
by the house of J. Farcot (Figs, it^z and igjl, the cross- 
connections are attached to the discs of the armature by 
means of an arrangement specially provided. This arrange- 
ment, when applied to the ends of a commutator, entails 
the advantage thai the commutator sections are relieved of 
the pull due to the centrifugal force acting on the windings. 

We will finally give a few further rules to be observed in 

regard to the disposition of binding wires, though everj-thing 

f this nature is generally left to the discretion of th<iV)\wi« 
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Fig. 210 shows a verj' elegant arranRcment for holding a 
number of binding wires together, due to the Oerlikon 
Company. The interior surface is formed of a layer of 
cloth, on which is placed a ribbon of mica. The sheet 
copper has a thickness of about o-i mm. to o'ls mm., aod 
is bent over on each side {see Fig. 210). In one of the 
apertures thus left is 
introduced one end of 
the wire, which is kept 
in position by means of 
a twist, whilst the other 
end of the same wire is ' 
provisionally placed in 
the other aperture. The 
windings being finished, 
they are soldered to- 
gether at five or six 
places, and the free end of the wire is pulled through it!^ 
aperture. The ends of the wire are finally bent in the 
manner shown in the figure, the whole being subsequently 
soldered. 

It is not wise to apply solder the whole of the way round 
the windings. In fact, in that case a tendency to get heated, 
due to the production of Foiicault currents, will be displayed. 
which will ultimately lead to the whole arrangement becominR 
unsoldered. l'"or the same reason, bands having a breadth 
greater than 20 mm. should not be employed, a couple .-f 
narrower bands, separated by 2 mm. or 3 mm., being advan- 
tageously substituted. These bands could further be wound 
continiiDUsly. unless there is any reason to cut the wire al 
the point of separation. 

7. Brmb-Hohlcrs ami Brushes. 

Small motors, as well as those designed for vehicular 
traction, are generally furnished with fixed brushes : on the 
other lianil, in large motors and generators the brushes 
should he capable of displacement. 

Further, it is important to arrange the brushes so that they 
can be displaced parallel to the axis of rotation, in order to 
prevent the armature from becoming ridged or conical. It is 
also advantageous, as was shown by Brown, to cut a gioove 
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between the armature and that part of the commutator on 
which the brushes rub. 

Different types of brash-holders differ only slightly one 
from another. 

Generally, the brush-holders are mounted on the bearing 
in such a manner that they can be turned by the aid of a 
lever furnished with a clamping screw. It is only in very 
large machines that it is preferable, following the example of 
American makers, to employ a special support bolted to the 
base-plate, and carrying arms on which the brush-holders are 
BO disposed as to admit of the recjuisite adjustments. 




Mechanical displacement by means of screws and helical 
(vheels presents the advantage that the brushes may be 
adjusted exactly to any required position, but this can be 
done directly with sufficient accuracy in any good machine 1 
»elow 50 h.p. in which the pole-pieces are not too close 
btc^ther, whilst the neutral zone is sufliciently large. 

The usual method of insulating the trunks of brush-holders I 
[is shown in Fig. 211, and needs no further explanation. 

When the pressure is greater than from 100 to 150 volts it I 
lis important that the surfaces should be well insulated ; as a 
msequencc, the discs should be from 8 mm. to 15 mm. larger 
' e cast-iron socket. 
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The point of .separation of the insulating sockets preseats 
some dan;2rer. since, even in the case where they toach each 
■\»ther, the possibility of sparking is not excluded. 

This inconvenience can be obviated bv the aid of the 
nrrangements h and c. An equally simple arrangement is 
shown in Fig. 21 id. It presents the advantage of permitting 
the trunk of the brush-holder to be drawn back, and for that 
rr:ason is verj* useful when the distances between the trunk 
of the brush-holder and the commutator, and between these 
and the armature windings, are too small to permit of the 
brushes being lifted from the side. For the same reason 
it is not wise to make the nut at the right side (Fig. 211a) 
of a single piece with the trunk. Fig. 2iier shows, finally, 
an arrangement frequently used by Mr. C. L. Brown. 





Il'i. 212. Fi-;. 213. 

Some makers make use of brush-holders which allow u^ 
to raise the brushes simultaneously by the aid of insulated 
levers or gear wheels. Although brush-holders of this sort 
l)ecome more complicated and costly, they may be advan- 
ta;:,'eously used when, for example, the dynamo is driven by 
a steam-engine, which might reverse its sense of rotation at 
the moment of starting. 

When carbon brushes are employed, this precaution is^ 
nnnecessarv. 

Carbon Holders present so many different forms, that we 
should far exceed the limits of the space at our disj)osal if 
we were to enumerate all the arrangements which are at 
the present time employed. Fig. 212 is, without doubt, the 
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form most generally used, and most simple in construction. 
To ensure it giving satisfaction the following points must be 
observed : 

1. The spring should be formed of a good conducting and 
elastic metal, most often of cold-hammered copper or sheet 
brass, of 0*2 mm. to 0*5 mm. thickness. 

2. The angle which this spring makes should not be too 
small, otherwise the brushes may be displaced in the act of 
clamping. 

Figs. 213 and 214 show two arrangements designed by 
Mr. Brown, of which the first is altogether the superior; 
numberless variations of this form are to be found. We 
could, perhaps, urge against this design that the spring 
approaches rather too close to the commutator. The brush- 
holder due to Alioth, and represented by Fig. 234, is equally 
well known. 




Fig. 214. 



During some time the use of metallic brushes has been 
diminishing, being confined at the present time chiefly to 
machines producing very strong currents. Carbon brushes 
have been used for at least 10 or 11 years. Originally pro- 
posed by Prof. Forbes, they were first used in the United 
States, especially for tramway motors, which must be able 
to turn in either direction. Later on they fell into discredit; 
this was simply due to a lack of knowledge of the following 
conditions, which must be fulfilled in order that these brushes 
may work well : 

I. The commutator sections should be made from copper 
as hard and homogeneous as possible, and the insulating 
■' substance between them (most often mica) should not be 
'•'too hard, and should wear away uniformly with t\\^vc\. 



1-'^ 



cosnscocs cruasTT 



i. Thr: Carbons shoold condnct 25 weH z5 possible, and 
!ih'/:I^ 'rj« neither too dn' oor of a. maloial which is too greasy. 

';. Th^ peripheral velocity' at the camnmtafor should not 
f^rjstA :o m. or II m., and, when possbte. sbookl be kept 
'ijfAnvi S tr,. or rj m. per = 




4. Th'; l.rush -holders should be as light as possible, so as 
not to ^iljratft on passing over the unavoidable rugosities of 
the comifiNtator. For this reason, carbons with inclined 
contact Tijrf;if;»;5 are recommended. 

Nothing is more prejudicial to the good working of a 
r!yri;imo furnishefi with carbon brushes than any looseness of 
the commutator sections ; under 
these conditions sparks will occur 
in a dynamo however well it may 
be constructed in other respects. 
The only remedy which can be 
applied is the use of metallic 
brushes, unless, indeed, it is 
decided to screw the commutator 
up tighter and turn its surface 
r !<;, 2ifM. true so as to remove the disturbing 

l-'igs. zi$ to 217 represent three types of American brush- 
holders. 

Fig. 215, that due to Lundell. 

Fig. 216, that due to the Westinghouse Company (for 
tramway generators). 




Fig. ziy, that due to Wood. 

Thury's carbon holder (constriicted by La Compagnie de 
ll'Industrie Electrique de Geneve), shown in Fig. 21S, is 




onstructed on a new and rational principle. In place of 
■modifying the dimensions of each brush to correspond to the- 





current which is to be carried, M. Thury has adopted the- 
plan of mounting an appcopriate number of brushes all of 
the same size on the trunk of the brush-holder, B-^ \.'k«. 



'.' V 



UJLSZ 






ly is tr-r r^:*:: r=!ij:e.f I5- zzti. t? 25. id. per 

manner 






•-.^^-♦^^ »• I— - -.- 

the advintize 

are ^ix.ii to = 
be more '^r I* 
the pieces of c 



'-:rT-:-t is rrLzszur:*:! 15 r«:c ibs:I-telv irre- 

iror:. ^n d := pan rj 2. thiz piece of sheet 
-=*r -.: srr-ail pi-ecss :: cs^cc r=.2intained in 
tir.5 c: s. nietallic fnne^'rvi -ahkrh can be 
br-?h-holder £i-=ti bv — eans :f ^ spring, offers 
cf zrea: =^I:f:r^" ini in absence of noise in 
e^-%er. in the three rrTisfc-holiers :»f which we 
-^sii:, the whcle lez^th ■:: the cr-rr^mutator may 
s= -tilised. On the other hand, the length of 
.zix.r. 15 relatively srtallrr- 
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¥::,. 2:q. 



In the br^ish-holder due to the Oedikon Work? -Fig. Jiyi. 
(construct'-d after the model of that of M. Thur>), the 
electrical contact of the carbon plates i> rather better: the 
cheeks arc- abo in copper. The flat spring, .1 l\ serves two 
useful purposes : the part a '!• is designed to press the carbon 
against the holder, whilst the part 'J : ensures the elasticity 
of the wholo arrangement. In this case, for greater security, 
a piece of sheet copper is placed under the flat spring. 

The brush-holder for carbon brushes iFig. 2 jo) designed 
by the author, and used in the dynamos constructed in the 
works of Farcot, at Saint-Ouen, depends for its success on 
an application of the same principle. The two cheeks are 
punched from sheet brass, and are hammered to obtain greater 
stiffness. The form of the carbons here used is sh"ghtly 
different from those previously described ; this form allows 
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the carbons to be used under better conditions; moreover, - 

is impossible that the brushes should be displaced when 
the screw is tightened. 

The possibility of the screw becoming loose on its own 
Account has also been provided against. 

Fig. 221 represents a simple arrangement for a carbon brush- 
liolder to be used on a small dynamo ; here the metallic spring 
is replaced by a band of caoutchouc. 

We will finally mention the fixing arrangement for carbons 1 
<Fig. 22ib) due to .\lioth, as well as that due to Siemens and'^ 
Halske (Fig. 222), which is often employed. 




Fiu 



As to the materials from which brushes should be made, 
refereDce must be made to p. 298. The pressure of the brushes 
diould be from 100 grm. to 150 grm. per square centimetre of | 
ihe contact surface : but in tramway motors this pressure 1 
ihould be increased to 250 grm. or even 300 grm. 

It is necessary that not less than two brushes should be 
inouated on one trunk, so that one may be removed without | 
intemipting the current. 
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B. Field Magnets. 

I. Field'Magfiet Cores. 

A little while ago the attention of inventors seemed mostly 
occupied with the design of new arc-lamp mechanisms ; at 
present the most popular task (especially in the United States) 
seems to be the design of new types of field magnets. Few 
days pass, indeed, without some new form appearing on the 
market. In many cases the new forms appear well adapted 
for the purposes for which they were designed ; but it cannot 
be denied that the greater number of them owe their existence 
to the need felt by inventors to produce something novel. 
For this reason we have no intention of describing the various 
arrangements of field magnets. Plate II., at the end of this 
book, contains a rough schematic sketch exhibiting 42 typical 
forms, and needs no further description. 

Dynamos are often constructed from cast steel. For 
portable motors (for tramways, etc.), as well as for dynamos 
in which the weight plays an important part, the use of that 
metal is rational enough : but when it comes to ordinar\' 
dynamos for electric lighting we should take the following 
considerations into account. 

As is shown by Plate I., tlie same number of ampere-turns 
which is necessary for 7,400 lines of force per square centi- 
metre in cast iron, will suffice to produce 15,000 — that is to 
say, nearly double the number of lines of force if cast steel 
be employed. In other words, to produce a given number of 
lines of force, 0, we must give to a cast-iron magnet a sectional 
area twice as great as that required when cast steel is used. 
Hut as the price of cast steel is from 2jd. to 3d. per pound, 
whilst that of cast iron is from ijd. to i^^d., the costs of the 
metal employed in the two cases will be nearly equal. 

On the other hand, all workshops do not possess a foundr} 
for steel, whilst few will be found wanting in one for cast iron. 
Consequently, if steel field magnets are required, the work 
will be considerably retarded (often by about three or four 
weeks). Further, to the cost of the cast iron the cost of 
transport and retouching must be added. It shoiM be finally 
remembered that, when cast-steel field magnets are used, 
the body of the machine cannot be cast in iron together with 
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the journals. In short, in making a comparison of the 
advantages and disadvantages, it will generally be found best 
with large machines to make the body] of the machine of 
cast iron and the cores of the field magnets of cast steel of a 
circular section ; the weight of the copper finally used will 
thus be found much reduced. 

This does not apply to cases where cast steel costs less 
than 2jd. per pound, when the choice should be in favour 
of cast steel. 

2. Field-Magnet Bobbins. 

Space for Winding. — It is necessary to avoid too great 
limitation of the space reserved for the field-magnet windings.. 

Turning to the formulae (64, p. 88) we find that the space 
necessary for the field-magnet windings is determined by 
the product s x N. But we have 

^. ^ (C«N„JN',, L 



and N.« = 



E 50 

Cm N, 



'tn ^^m 






Multiplying these two equations together, and taking 
account of the space which must be allowed for the necessary 
insulation, we see that the total space, F, which must be 
reserved for the windings, is given by the*equation 

F = c s N„, - c (^' -^ii^ilh, in millimetres. 

50 w 

In this formula we designate by 

Wf the loss in watts per bobbin ; 

(Crt N„i), the number of ampere-turns per bobbin ; 

L, the mean length of a turn, in metres ; 

c, a coefficient (see following tables). 

We may distinguish between two species of windings. 

In the first, each turn of a particular layer is wound so 
as to lie between two turns of the lower layer (Fig. 223a). 
In the second the wires are directly superposed in winding 
(Fig. 2236). As the first method is particularly applic* 
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able to conical windings, we will call this conical windinff, 
whilst the latter method will be called rectangular winding. 

The coefficient c decreases with the diameter of the wire, 
and its values are given in the following table. 



Table of Values of t. 



Diameler of wire in mm. = 0'5 


I 


2 


3 


4 5 and m(»re 


Rectangular winding r = 5 
Conical winding r = 375 


2*9 
2*2 


2*15 

1*4 


1-86 
1*9 


I -68 I 57 
1-26 I 18 

• 



Suppose that 

N = total number of turns in a bobbin. 

Nj = ,, ,, ,, „ in the lowest layer. 

The number of layers will be in the case of a conical 

winding 

(Ni + i) - v/(Ni + |)-^-2N„.. 




(yrrYrrrrrrrrrri 



a 



rmnrrmrrrmr i rrrrr 

Siiicf/iieN 




Kic. 223. 

When a core with a circular section is used, instead of one 
with a rectangular section, we can economise by about 10 to 
12 per cent, of the copper. If we replace a core of cast iron 
with a rectangular section by one in cast steel with a circular 
section, the weight of copper used is decreased by from 
30 to 35 per cent. 

Construction of the Bobbin, 

The shell of the bobbin is generally made of compressed 
card, isolite, amianthus, or Vulcabeston. Ebonite is not well 
adapted for this use, since it buckles badly when heated. 
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In many dynamos we find the shell composed of iron or 
sheet zinc and insulated with cloth or paper, the extreme 
■cheeks being made of wood. In the case where a conical 
winding is employed, a shell in iron or sheet zinc with a 
(paper insulation may rationally be used : the edges of the 
metal should be bent round so as to secure an attachment 
ibetween the wires and the bobbin, as shown in Fig, 323a. 

In order to fix the bobbins to the field magnets, use is made 
-of bolts or angle pieces ; these are used throughout when 
-the shell is made from an insulating material. In cases where 
iron is used in making the shell, lugs may be riveted on to 
the latter, and these may be bolted to the core. In case of 
:onical windings the extreme wires of a layer must be held in 
♦heir places by several turns of ribbon. 

Conductors for tke Main Current. 

It is not wise to prolong the wires directly to the 
lerminals ; for these connections, cables or ribbons of copper 




ire always employed. The latter are very useful for c 
Ing different coils between themselves, which may be done 
isy screwing the ends of two of the ribbons tn^iether. To 
iprevent a rupture In the connection, we may solder the coppuT 
ribbon to several turns of the winding (Fig. i'i\b>. &v-nQ'Cnax 
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vcr>- good arrangemeDt is to wind the whole of the last laj-er 
over the insalated metal ribbon, which is to be used to conve^r 
the current to the terminals. If a mica insolatioQ is employed, 
the exterior aspect of the coil will not be affected. 

The Brm of Gebr. Adt, at Ensheim, Alsace, as well as- 
other makers, manufacture shells for the field-magnet 
windings from compressed ftird (tsolite) in which the end 
of the wire is placed in a groove made for that purpose. 

Although the arrangement of the coonectioos of the field 
magnets appears to be of little importance, yet the method 
to l>e used should be carefully considered. Indeed, when- 
this part of the work has not been well executed, the whole 
d)*namo presents a miserable aspect, and gives one the idea oC 
hastv and discreditable work. 




The same thing may be said of the construction of the field- 
magnet coils in general. Particular attention should be paid 
to the places where one layer ends and the next begins. In 
spite of all the trouble with which this work may be executed, 
crossings are always formed here which present an 
appearance anything but elegant. For this reason the 
defective side should be placed, when the bobbin is finally 
mounted in position, so as to escape observation. 

Further, windings composed of thin wires often present the 
inconvenience that the external surface of the windings is 
irregular. We could avoid this inequality by placing, below 
the last layer or two, a sheet of cardboard of sufficient 
resistance on which the final windings may be evenly 
executed. This is only possible, however, in case trf rect- 
angular windings. 
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Another procedure, mostly employed in the United States, 
MS to finish the winding of the field magnets with a layer 
/onned of a number of turns of thick cord (septin), which 
presents an agreeable appearance, besides affording an 
■excellent protection to the enclosed wire. 

C. Terminals. 

Table of Dimknsions of Terhinaus. 
(Se« F^. 2ZS f»r meaning of lellers.) 
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• Krench screw giii(;t (S<ic[etfi d'Kncouragement). 



D. Sorews for Tlarhtenlngr Belts. 

When dynamos are not coupled directly to the engine which 
•drives them, they should be always supplied with screws for 
tightening the belts. The price paid for these is insigniBcant 
in comparison with the advantages gained by their use. In 
the case of dynamos of average output, we may content 
•<Mirselves with two rails provided with a couple of adjusting 
screws. Large machines require a third rail in the midst 
■of the base without an adjusting screw. 

Fig> 226 shows a certain number of arrangements. 
..Fig. 2z6a is the most used arrangement. In Fig. 2266, 
t)Mj advantage of being able to considerably shorten the 
screws is manifest ; however, for large machines tKe, 
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preference must be given to the airsngemeDt shown in 
I'iS- •^. or. better, the carriage may be furnished with a 
screw which is in tension when prodncing a clis]^acement in 
tliL- required direction. When a square-threaded screw is 




iist-ii. the expense of cutting; a special nut to fit it canjbe 
a\oidt;d by casting one on the scrtw in some special alloy. 
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CHAPTER IX. 

Description of some Types of Dynamos. 

After having in the last chapter passed in review the 
different parts of a continuous-current dynamo, we will in 
the present one give a certain number of designs and views 
of complete machines. 

We shall seek, on the one hand, to present a tolerably 
complete account of the rational combinations of the various 
elements of such machines, and, on the other hand, to give 
some information respecting recent improvements in dynamo 
design throughout the world. 

As, in general, the study of machine design should precede 
that of the applications of electricity, we shall dispense with 
giving perspective views whenever such are not required to 
render the diagrams intelligible. Moreover, we have made 
a point of including no dynamo which cannot be considered 
as typical, whatever its origin may have been. 

Oerlikon Works. — Figs. 227 a and b show two diagrams of 
a bipolar dynamo designed for electric lighting purposes by the 
Oerlikon Company. It could be considered as typical of a 
great number of machines in which the special feature is a 
double magnetic circuit, with the bobbins placed directly in 
the neighbourhood of the poles. Amongst other advantages of 
this special type, we may mention the simple form joined to 
reduced weight, together with a very small external stray 
field (any leakage which occurs being chiefly in the interior 
of the machine), all of which render this type very suitable 
for small motors of less than 20 h.p. It is, indeed, the type 
of machine which we most often meet with. In order to 
improve its appearance, the armature is furnished with a 
cloth covering, which is maintained in position by means of 
two bands. 
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(n the case of Fig. 228 > j anci r. which represents a more 
^nriftnt typ*: of machine constructeti by the same firm, which 




is'stiH, however, used for the transport of energy at a high 
voltage, we once more find the double magnetic circuit, but 



each element now possesses a special bobbin. Concerning 
the lubrication, we may add that in all recent machines 




icatinp; rings have been substituted for the wick-Jubricalors 
1 in the earlier types. 



This type of machine, known as the "Mandiestcr" 
type (first built by Messrs. Mather and Piatt), presents 
great advantages in regard to its form and in the method 
of its construction, in spite of certain faults — ^such, for 
example, as its excessive weight, the large amount i>f n- 
magnetic leakage, etc. However, if it were necessarj' to 
construct a dynamo in which the weight should l^e reduced 
to a minimum, one after the Manchester type might W 
designed that would be no heavier than that previously 
mentioned. But in order to obtain a favourable extern;d 
appearance, some concessions are usually made at the 
expense of the weight. 




This type of machine lias been perfected, as far as ap] 
ances are concerned, by ihe firm of Hrown, B«vcri, and 
Co. Fig. 22<) is taken from a photograph of n machioc 
made by this firm. Details of brush-holders and scrcws^i^ 
lightening the belts have already been given in Figs. 
Jl.i, and 226d. A ring armature is employed. 

Fig. 230 (n and h) refers to a four-pole dynamo mat 
the Oerlikon Works ; the armature has been 
Fig. 186 on a larger scale. In order that the 
may be easily remo^'ed, the upper half of ihe field I 




is removable, an arrangement generally" observed in large 1 
dynamos. The cores and the circular yoke of the field f 




Fmagnets are cast in iron, in a piece with the journals. The | 
Ipole-pieces have been suppressed in order to simplify tho' 
pwock of adjusting. 



;-* 



-t J -i > . 



;r/;rAv: r. :ru* '"^•^ri.ic.c xidGiic?? : the ise :c larze machines 
^A *i'..; ',ui.=5 r. - ir-.-triiii :jisra":ir':Eis bis filly zoof nned the 

;<.•:-/^^.^4^*r= -.[ai.-r.rtri :or 'h'"? 5:r:ii if iccscmrti'rc. The six- 
y.ut iYT.>^rr.r. -A zir, h-p. rssrr^senzf.i m Fi:p. 231 and ^32^ 
J-. :.v^ :.'- ^:i'/.^* :hf* Th~/ 2«»r:ent:r5 erri^vrvrd in the 
trir.-c^.r* .f *r.'*r^/ i' Chevrts. -•t:Lr 'S-icevx. The wei<:ht 




Ki',. 231a. 

^>f the arrnatun; is, as has been said, supported by the 
turbine. The bush of the inferior bearinj^ is in two pieces, 
of the snrne rh'ameter as the collar of the shaft, so that the 
latter may be withdrawn from above. Lubrication is effected 
by means of a si^ht-feed lubricator (shown on the left of 
r'i^^s. 231 and :^;i2). The upper bearing is lubricated directly, 
whilst a longitudinal hole in the shaft carries oil to the lower 
bearing. Oil-catchers are provided on both bearings. 

The winding is effected according to the principles detailcxl 
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on p. ji. As it was necessary, for special reasons, that the 
commutator should be situated at the upper end of the 
armature, the latter is protected with a covering of cloth. 

Alioth mid Co. (Basle). — .\I1 the AHoth dynamos afe 
multipolar, even those of 2 kw. They are characterised 




by tht; round form of the field magnets and their favourable 
appearancii. Figs, jjj and 2_j4 show various particulars of 
a small dynamo of 15 kw. The poles of the field magnets- 
arc made of cast steel, and are bolted on to the circular 
yoke of cast iron. 

The pole-pieces present this special point, that tht 
are inclined ; this arrangement is often seen in German 
fflftchinus. It permits us to decrease V\\e Mv^e 



t 
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■of the brushes without increasing the magnetic 
unnecessarily. The arrangement to effect an interior veoti- 
lation may be specially noted, as well as the cap-like ffirni 
given to the support of the brush-holders, which is furnished 
with a toothed crown (Fig. 2^4), which serves at the 



■— ■-- veoti- 
forni 
lisbed 

1 




time to protect the armature. In small dynamos ofl 
type the bearings are in a single piece ; larger 1 
have these, as well as the circular yoke, in two pieoaB,- 1|| 
The generator for the tramway station »t Basic is con- 
structed similarly (Fig. 235). That dynamo was exhibiU 
at the .Swi.ss Exposition at Geneva in 1896. 




jI 
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The ibllowing are some data with respect to this^machine : 
Output =■ 300 h.p. 
Speed = 85. 
Number of poles = 12. 
Diameter of armature, D = 200 cm. 
Length „ ' = 45 cm. 

Number of commutator sections - 365. 
Length ,, „ = 13 cm. 

Diameter „ „ = 130 cm. 




In this dynamo the current is collected by means of a 
special arrangement which takes the place of the loost- 
cables which usually make connection with the brush- 
holders. 

Compagnie de VIndustrie EUctriqiic {Sociite Thury), (Geneva). 
This company has for several years constructed a type of 
dynamo (Figs. 236 and 237) which is characterised by field 
magnets of a special form. A specialty is made of installa- 
tions for the transmission of energy at very high pressures. 
Thus the installation at Biberist has worked for six years 
at a pressure of 3,500 volts without stopping, except cm 
Sundays. 



It may, be observed that these dynamos have been designed 
to work at a pressure of 5,000 volts, an unusually high value 




for Europe, though one often attained in the United States 
by arc-lighting dynamos. 
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The dynamos designed for the transmission of energy are, 
as a general rule, wound in series. However, M. Thury has 




constructed shunt-wound machines working at i,6oo volts (!)— 
for transmission of energy at Stanserhorn. 

The most characteristic point in the Thary system 



consists in employing series-wound motors coupled in series, 
with a constant current strength, an invariable speed being 
obtained by' the use of speed regulators, which vary the 
number of active turns in the field-magnet windings (see 
the photograph of a series motor, Fig. 237). In the first 
such installation for the transmission of energy, that 
at Genes, three generating stations were provided ; the 
number of motors was 22, and the complete pressure 
8,500 volts. The pressure is still higher in the installation 
at La Chaux-de-Fonds and at Locic (eight units with a 
total pressure of 14,400 volts). 




It goes without saying that in cases where high pc 
;are cmploy<.'d. the armature as well as the held magnets must 
be carefully insulated from the base-plate. Another precaution 
Xionsists in mounting the dynamo on porcelain insulators. 
shaped like inverted beils, instead of on wooden beams. 

For pressures up to i.Soo volts M. Thury employs drum 
windings: for higher pressures, ring windings are used. The 
jteld magnets, made of laminated wrought iron, merit special 
attention. Practice has led to the establishment of a certain 
small number of standard sections for the armatures: thf 
dimensions for any particular machme ate o\»\.^w\«,i\ Ni"3 cq-kv 
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bining one of these sections with an appropriate length of 
armature. 

The following table contains some numerical information 
relating to Thury dynamos. 



I lorse-Powcr. 



S|K*ed 

Nuinlx!r of poles... 
Bore of field magnets 



25 to 
3'> 



50 to 100 to 
loo 200 



45*> 
6 

580 



375 
6 

75" 




1,000 1,500- 



180 . 150 
{ 10 12 

1,750 j 2,200 2,5oi> 



The following data apply to a vertical generator for the 
railway at Mont Seleve, and correspond to the last column but 
one in the foregoing table. 

Pressure = 600 volts. 

Current strength = 275 amperes. 

Speed = 45. 

Armature = 451 coils, each consisting of four i>arallet 
wires. Diameter of bare wire = 3*3 mm. 

Diameter - 1,800 mm. 
Number of sections --= 451. 
Number of lines of brushes = 12, each com- 
prising three brushes. 

ft = 0-8. 

Diameter of wire = 7*5 mm. 

Current strength = 100 amp. | separate 

Pressure - 100 volts f excitation. 



Commutator 



Field magnets 



For very small motors M. Thury has employed a type ofter> 
used in modern alternators, with a commutator of which the 
construction is indicated in F^ig. 238 (English patent 
No. 29,226, Dec. 19, 1896). It may be remarked that the 
author had independently arrived at a similar design to that 
of M. Thury. The first drawing is dated June, 1895 (sec 
also Plate II., F'ig. 40, of the third German edition of the 
present work, published on Oct. 30, 1896). This is derived 
naturally from the ordinary type by suppressing all the 
positive or all the negative poles. As a consequence, in order 
that the magnetic ciix:ait may be closed within the machine, 
thus avoiding unnecessary leakage, the shaft must be enlarged 



so as to gather together the total magnetic flux. The winding 
of the armature is identical with that of ordinary machines. 




It may easily be seen that the pressure will be, for the same 
number of lines of force, equal to half that of an ordinary 
dynamo of similar dimensions and speed. 



336 CONTINUOUS CURRENT 

The following are some data with respect to this^machine : 
Output = 300 h.p. 
Speed = 85. 
Number of poles = 12. 
Diameter of armature. D = 200 cm. 
Length ,, / = 45 cm. 

Number of commutator sections = 365. 
Length „ „ = 13 cm. 

Diameter „ „ = 130 cm. 




In this dynamo the current is collected by means of a 
special arrangement which takes the place of the looso 
cables which usually make connection with the brush- 
holders. 

Compagnie de I'Industrie Eleiirii/iie {SociSte Tkury), (Geneva). 
This company has for several years constructed a type of 
dynamo (Figs, 236 and 237) which is characterised by field 
magnets of a special form. A specialty is made of installa- 
tions for the transmission of energy at very high pressures. 
Thus the installation at Biberist has worked for six years 
at a pressure of 3,500 volts without stopping, except on 
Sundays. 



It Tnay.l}e observed that these dynamos have been designed 
to work at a pressure of 5,000 volts, an unusually high value 




for Eoiope, though one often attained in the United States 
by arc-lighting dynamos. 



338 



CONTINUOUS CURRENT 



The dynamos designed for the transmission of energy are. 
as a general rule, wound in series. However, M. Thury has 




constructed shunt-wound machines working at i,6oo volts (!)— 
for transmission of energy at Stanserhorn. 

The most characterisUc ijoixA in the Thory system 



\ 
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consists in employing series-wound motors coupled in series, 
with a constant current strength, an invariable speed being 
obtained by' the use of speed regulators, which vary the 
mber of active turns in the lield-magnet windings (see 
the photograph of a series motor. Fig, 237). In the first 
■such installation for the transmission of energy, that 
at Genes, three generating stations were provided ; the 
number of motors was 12, and the complete pressure 
8,500 volts. The pressure is still higher in the installation 
La Chaux-de-Fonda and at Lock- (eij^ht units with a 
lota] pressure of 14,400 voltsi. 




It goes without saying that in cases where high pressures 
Are employed, the armature as well as the held magnets must 
|,be carefully insulated from the base-plate. Another precaution 
consists in mounting the dynamo on porcelain insulators. 
shaped like inverted bells, instead of on wooden beams. 

For pressures up to i,Soo volts M. Thury employ! 
windings; for higher pressures, ring windings are used. The 
field magnets, made of laminated wrought iron, merit special 
attention. Practice has led to the establishment of a certain 
small number of standard sections for the armatures; the 
•dimensions for any particular machiive ate cfcVMwei \>-^ cqv^- 
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bining one of these sections with an appropriate length of 
armature. 

The following table contains some numerical information 
relating to Thury dynamos. 



Horse -Power. 


25 to 
3« 


50 to 'loo to 
I Oil 200 


300 to 
400 


500 to 
600 


800 


1,000 


1.50a 


S|>eed 

Number of poles ... 
Bore of field magnets 


4 


: 

45t> 375 
6 6 

580 j 750 


315 , 275 
6 8 

1,250 I,5tH) 


T 

1.750 


180 

.10 

2,200 


150 

12 

2,50a 



Commutator - 



The following data apply to a vertical generator for the 
railway at Mont Seleve, and correspond to the last column but 
one in the foregoing table. 

Pressure = 600 volts. 

Current strength = 275 amperes. 

Speed = 45. 

Armature = 451 coils, each consisting of four parallel 
wires. Diameter of bare wire = 3*3 mm. 

Diameter -= 1,800 mm. 
Number of sections — 451. 
Number of lines of brushes = 12, each com- 
prising three brushes. 

' ft = 0-8. 
Diameter of wire = 7*5 mm. 
Current strength = 100 amp. 1 separate 
Pressure -= 100 volts J excitation. 

For very small motors M. Thury has employed a type often 
used in modern alternators, with a commutator of which the 
construction is indicated in Fig. 238 (English patent 
No. 29,226, Dec. 19, 1896). It may be remarked that the 
author had independently arrived at a similar design to that 
of M. Thury. The first drawing is dated June, 1895 (see 
also Plate II., Fig. 40, of the third German edition of the 
present work, published on Oct. 30, 1896). This is derived 
naturally from the ordinary type by suppressing all the 
positive or all the negative poles. As a consequence, in order 
that the magnetic circuit may be closed within the machine, 
thus avoiding unnecessary leakage, the shaft must be enlarged 



Field magnets 



«o as to gather together the total magnetic Sux. The winding 
of the armature is identical with that of ordinary machines. 




It may easily be seen that the pressure will be, for the same 
nnmber of lines of force, equal to half that of an ordinary 
dyoamo of similar dimensions and speed. 
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This great inconvenience is nevertheless compensated for 
by the possibility of employing a higher saturation and | 
embracing a greater arc. In fact, whilst in an ordi 

dynamo the polar arc is equal to about — t~''' '-^^ ^ " 

equal to 




J. Farcoi (Saint-Ouen). — Continuous and alternatJag cui 

dynamos have been constructed in these workshops during* 
two years from plans furnished by the author. A certain 
number of details of these machines have already been given ; 
among otheis, the holder for carbon brushes which tfr 
employed in all machines whose output docs not e^o^Md 
170 kw. Among the numerous types which have 
constructed for various purposes, we will describe a f 
the principal ones. 

The bipolar type (Figs. 239 and 2^0) is constructed I 



ave ''*|^^^ 
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puts between 2'5 kw. and i8 kw. The particular form given 
to this machine is due to its being designed to drive machine 
tools, cranes, etc. In these cases it is desirable that the 
motor should occupy as little space as possible on either 
side. Moreover, care must be taken to protect the windings 
from external influences. The field magnets comprise only 
a single bobbin, an arrangement which the author has 
employed for the last eight years. The asymmetrical field 




:^-.Li:i^J^^^=5^fe 



which results is compensated for by a corresponding dis- 
placement of the brushes toward one side or the other. 
Owing to the dimensions and the method of winding 
chosen, both of which were calculated out with great 
care, the load on this machine may be increased without 
displacing the brushes from open circuit to about 20 or 311 
per cent, above full load without any sparks whatever bein^ 
observable. 
This absence of sparking is probably due in part to the fact 
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that the wires composing each section of the armature are 
distributed in several slots (French patent, June 4, 1894). 
A current of air circulates on all sides of the lateral junctioDS 
of the armature wires, and these junctions are easily accessible 
when it is necessary to repair the machine. 

All the windings were executed by the aid of formers. 

The more powerful machines, of from 25 kw. to 80 kw., are 
furnished with four poles. Figs. 241, a, b, c, refer to one of 




these. Let us turn our attention especially to the winding, 
which consists of copper bars bent at the end of the armature 
neart-st to the pulley ; the winding in this case is therefore 
executed with the use of only a single cross-connection, the 
other being disposed along a radius (French patent, July 1, 
1897). At the end next to the. commutator each bar is 
provided with a soldering. In this manner it is possible 
to replace any particular insulated bar without interring 
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with the rest of the winding, an advantage previously -confined 
I to ring windings. 

The cast-iron spokes of the armature spider are inserted in 
rihe wrought-iron discs so as to act as drivers. 

To diminish the transverse induction which is so prejudicial 
I to the good working of a machine, grooves of from i cm. to 
I 3"5 cm, deep are cut In the poles. 




We have already described the tightening screws (Fig- 2266^ 
land the bruslies (p. 220) in these machines. 

The dynamos made in the Farcot firm, when their output 
lexceeds 100 kw., have six or eight poles: they are provided 
f (vith a circular yoke of cast iron, provided with field-magnet 
, of circular sections, .made from cast steel. We have 
■emimerated in Chapter VIII. the advantages gained by thi& 




_tzs»j 4^ 



Flu. 243 a-t. — 170 kw. Six-Pole pynunoa dauKiicd by tl>^^ 
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Figs. 243 a and c show a dynamo of 170 kw. and speed of 
360 revolutions per minute : a dynamo of this type is installed 
in the bicycle works of MM. Darracq and Co., at Suresnes^ 
near Paris, 




Flc. i4y. 



Fig. 244 gives a photographic view of the dynamo. 
The following data refer to this machine : 

D = 116 cm. ' = 40 cm. 
N = 216 

C = i,j6o. E = IJ5 volts. 

The machine is worked on the Farcot system, by a single- 
cylinder Corliss engine, to which the following data refer : 

Diameter of cylinder = 515 mm. 

Length of stroke = 1,150 mm. 

Speed = J 2. 

We will mention a few other dynamos constructed in these 
works. 

Figs. 245 a and b show a cotitiiniQUS-c.utte.'ftX i.-^^iMCvti o'v 
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600 h. p., designed to be coupled directly to the engine f 
speed is 60 revolutions per minute. 

As it was necessary in this case that only one bcsrin°^ should 
be provided, the armature was arranged as shown in Fijj. 245^1 




Th£ elastic foundations must be made with the 
care, since vibrations will tend to alter the air-space at ( 
stroke of the piston, and thus to give rise to magnetic tractive 
forces of considgrable magnitude. This difficulty hits 
overcome, in the dynamo at present under considcratioi 
rendering the magnetic traction constant whatever may fa 
position of the armature. 

The armature is wound according to the Arnold 1 





and tbe field magnets are furnished with a single bobbin (see 
"Die Ankerwicklungen und Ankerkonstniktionen," Arnold: 
Berlia, 1891). 
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In the vertical motor (Fig. 246 a and c), which was designed 
to work a pump, the weight of the latter, as well as that of 
the shaft, is supported by a collar, assisted by a magnetic 
compensator. 

In certain machines constructed after this type it has been 
found necessary to vary the speed between wide limits. Use 
is then made of motors with two windings, the armatures being 




Fig. 245^.-600 h 



Ics gned 1 y the Aulhoi. 



connected, according to the requirements of the case, in series 
or in parallel. 

Lastly, we will mention a small dynamo of 400 amperes. 
destined to be used for purposes connected with electrolysis 
(Fig. 247 a and b). This machine is provided with the 
compensating winding invented by the author in iSgo. Tests 
have shown that it is able to work for some hours at three 
times the normal load without the least sparking at the brumes. 



The establishment of Briguel, at Paris, is counted 
amongst the most ancient dynamo works in France ; 




this firm, as well as that of Farcot, at Saint-Ouen, manu- 
&cture only those types of machmes ■w'nvcV ij^o'^^Vi 
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belong to them. Amongst the dynamos constructed by 
Brfcguet we have already mentioned the Desroziers coB- 




tinuous-current dynamo furnished with a disc armature. 
This type of machine is mostly employed when it is- 
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uecessarj' that ihe dynamo should be coupled directly to- 
a steain-engine : it works well provided the foundations £ 
solid. That which strikes us in these machines is their 
extreme lightness. However, it should not be forgotten 
that the weight of copper is much greater in this than ia 




other types, on account of the great air-gap. If we calculate- 
the total weight of a dynamo from the formula 



Weight = 



' output m watts \ I 
speed ' 

the coefficiunt t is comprised between 120 and 140 for 
Desroziers dynamos, whilst it attains in other machines 
a value of 160 to 170, and even 200. 

Besides disc dynamos, the firm of Br6guet construct a 
great number of other continuous-current machines, whicb 
arc destined for ordinary employments or for special purposes. 

Figs. 248 a and b illustrate a small bvi^la.T iwcXot , viv"^ ^ 
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a single lield- magnet bobbin. One of the journals is 
from cast iron similar to that employed for the ba- 
other is of bronze. The armature is of the ordinarj- Gl 

riiif; type; this form is rtftL-n emjiloyed in France. 





Another dynamo, designed to be coupled directly I 
steam-engine, is shown in Figs. 249 ii-e, The 
the field magnets is in two pieces ; four poles with 
exciting coils are used. To reduce the number of brushes 
to two the ring armature is wound in scries, the differcni 
sections being joined by means of cross>connect)oni^ on the 
commutator. 

The following are some data in conoectlao 
dyaamo. 





■ 300 amperes. 

i volts. 
• 350- 
I - 5z cm. D, = 38 cm. / = 30 cm. & = z c«v. 
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1-"|G. 249aanJ i.— 2Skw. Br^et n)-nnino. 



All dynamos made by the firm of Breguet are furnished 
with ring armatures when the output is not greater thao. 
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22 kw.; with a greater output either drum or ring windings 
are employed, according to circumstances. 

The Compagnie de Fives-Lille works the patents of the 
Allgeiiuine Elektricitah-Geselkchaft, of Berlin. 

Amongst the important installations designed by this firm 
we will mention only the Edison station at the)^faubourg 
Montmartre. This installation is particularly interesting, 
since the generator is designed for the system of distribution 
by means of three wires, described on p. 253 (see the article 
by M. P. Girault, Eclairage Electrique, Jan, 29, 1898). 







This dynamo (Fig. 250, a-c) can furnish a current of 1,330 
amperes at a pressure of 2 x 150 volts, its speed being 300 
revolutions per minute. 

The following data apply to this machine : 
Armature (with slots nearly closed) — 
D = 173 cm. D, = 120 cm. / = 45 cm. 
N = 400 (Mordey winding). 
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* - about (i90+ M)_. 



60 X lO* 



■ 15,500,000. 



400 >c 300 

The conductors, reonitiog the middle points of the various 
cross-connections with the appropriate commutator sections, 
are made from bands of nickeline, so as to introdace a certain 
resistance into the bobbin which is being commutated. 
Although this supplementary resistance (Fig. 250) is relatively 
large when compared with that of a single armature section, 
it is yet small when compared with the resistance of the 
whole armature. 



♦- 




Field magnets: Resistance of eight bobbins in series = 4' 
The body of the machine is in Robert steel. 

The equalising bobbin (sec Figs. 251 a and 6), w 
resembles an old Zipernowski transformer, is compose 
.a hub formed from circular discs of sheet iron cla 
-*»">r bv means of insulated bolts. 
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L. Couffmhal (Saint-Etienne).— In the CoufiiDhal machine 
pig. 252 a and h) the transverse induction is almost coni- 





Kn;. 25: a and i. — Fives-Lille Compel 



^y suppressed by the aid of divisions in the poles (see 
fig. 142). The bearings each possess two \w\it\c^M\xv^ \Ssv^. 
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AHmanna Svenska EUklriska Bolaget (Wenstrom Company), 
now at Vesteras (Sweden). — This company has patented a 
large number of remarkable in%-entioDs relating to applications 




of electricity. It is well known that Jonas Wenstrom was 
one of the first electricians to study the subject of electric 
traction in connection with the use of dynamos with revolving 



DYNAMOS. 



365 



fields. That engineer was also the first to construct a 
dynamo entirely enclosed in iron, as well as armatures 
with tunnels for the conductors. We might fiirther 
consider him as the inventor of field magnets with a single 
central bobbin (Plate II., Fig. 36), which play such an 
important part in the construction of alternators. (See an 
article by Rob. Dahlander in the Teknisk Tidskrift, Stock- 
holm, 1896, and Lumicre Electrique, vol. ii., p. 21, 1886.) 




Fig. 253a. 



Fig. 23, Plate II., shows a form of machine formerly made 
by this firm, but now abandoned. Figs. 253 and 254 
of the text represent two more recent patterns. The first 
of these dynamos Has an output of 115 h.p., and has a 
speed of 435. The second has an output of 320 h.p., and a 
speed of 235. The circular yoke as well as the cores of the 
field magnets are made from cast steel; the pole-pieces, 
which are bolted on to the cores, are of cast iron. 

The tendency, which we have already remarked in the 
Alioth dynamos, to carefully work all the bearing surfaces 
is equally manifest in this machine. On the construction 
of the bearings great care is bestowed; eoic^ ol >2ftK5fc \^ 
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pi\A iiltnl with two lubricating rings, and, in its midst, with 
a s|»l\orical bush. Similarly, the brush-holders are carefully 
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In;, 3S.)^an(t<. — Wcnslnun Com|>;iny Kiuir-Pole Dynamu. 

and solidly made. The tunnelled armature is furnished, 
hetiidr the principal windings, with a Sayers compensating 
wiiulian (sue p. 42). Thanks to this arrangement, when 
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the machine is working under full load, or even when it is 
oveiloadedi no sparkiag is produced, and no displacement 
of the brashes is necessary. / 



■:*-'* 



T . . 1.1-1.. 









iei :r: 









:-tx"Tr.r-:c. 



•*• • 






r.uius- 



V ^ M ^^ ^ " ^ ' ^^ *" ^ m (^ J 



%• _^ 






.«= 















:r"«n 



i:..^ i> 




/ ■' n. 









■JS* 



' ■ • 






> 



C^ • * 7 — • •": 




r . 



thai th-: arrr.atup. is used under the most advanta£:oou> 
coniiti'^ns, and that thu? both the length of path of the line? 
of force and th-: weight of copper in the armature are reduced 
to their minimum values. It onlv remains to l>o said th.it 
the restriciud space to be disposed of for winding ;Lrcncr:iIIy 
necessitates the u.se of cast steul in the magnetic circuit. thu> 
leading to a great reduction in the weight of the machine. 

As this dynamo is generally designed to be coupled directly 
with a steam-en^inl:, ^l special base-plate is unnecessary, and 




'^[ J ffij- -ujit- 




KiG. iS5 A and (.— Sk-mens «nd Halskv, Berlin, 
; field magnets may be bolted directly on to that of ^'.x'*. I 



COXTISfOUS CURRENT 



Messrs. Siemens and Halske construct this type of dynani' 
under two forms : (i) with a special form of commutato 




such as that shown in Fig. 255 ; (2) without this spccia 
form of commutator, as shown in Fig. 256. In this latte 
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case the brushes rub directly on the external surrace of the 
armature windings. 

In the dynamo of small output (Fig. 255), which is well 

adapted for service on board ship, the external bearing is 

overhanging, and constitutes at the same 

time a protection for the armature. The 

discs of which the latter is constructed 

are maintained in position by means 

of ten insulated bolts, which are furnished 

at one of their extremities with bronze 

sockets bolted on to the ten spokes of 

the armature spider. These bronze sockets 

Kic. 257. are so arranged that the iron of the 

armature is insulated from the cast-iron 

spokes of the spider. 

We have already mentioned (Chapter Vill.) the particular 
construction of the commutator. Connection between the 
lines of brushes of the same sign is effected by means of 
copper bars placed between wooden boards. It may be 
added that all the machines are furnished with an arrange- 
ment by means of which the brushes may be raised on 
starting or stopping the steam-engine ; all possibility of 
injury to the brushes, should the engine start in the 
wrong direction, is thus avoided. 




Figs. 256 to 258 show different views and details of a 
96-kw. machine with interior poles, constructed at the 
works of the Sociiie Ahaciemie dc Constructions Mechaniques 
at Belfort, which has acquired the French patents of the 
Siemens and Halske machines. This dynamo is not furnished 
with a special commutator. 

The following data refer to this machine :— 
E - 275. C = 350. n = 210. 
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Armature (14 holts of 2*3 cm. diameter) : 

D -- 138 cm. / = 35 cm. 
Di= 117 cm. 
N = 840. 
s = 100 sq. mm. at the circumference and 45 sq. mm. 

for the interior winding. 
Resistance between two consecutive brushes = o'oi6 to. 
(/} = 10,000,000. 
B„ = 15,600. 

Field magnets (in cast steel) : 

S/ = 75 >< 35 sq. cm. 
J = 3 cm. 
Resistance = 42 «. 

The great advantages possessed by this type of machine 
(with interior poles) have led to its adoption by several 
German firms, amongst others by Messrs. Naglo Bros,, of 
Berhn, and Messrs. C. and E. Fein, at Stuttgart. It is 
probable that this type of machine was first constructed 
by Messrs. Ganz and Co,, of Budapest, who subsequently 
abandoned it (see Lumiere Eledriqiie, 1887, vol. ii., p. 182). 

The dynamo of which we have spoken, in which the brushes 
rub on the external surface of the armature conductors, would 
appear at first sight to be open to grave objections relating to 
the above-mentioned structural detail. But it appears that 
such objections are not well founded ; experience during the 
last 10 years has completely refuted them. This may partly 
be explained by the excellence of the work bestowed on these 
machines. Further, it is evident that the peripheral speed of 
the armature conductors in this machine is not much greater 
than that of the surface of the commutators in others, there- 
fore no greater wear need be anticipated in this than in other 
cases. We will mention finally a small bipolar dynamo of the 
type 4H5 with a drum winding (Fig. 259). The following 
data refer to this machine : 



K - 150. 
C = 25. 




n = 1,050. 

1) = 18 cm. I = 20 cm. 

N « 960, distributed between 40 slots (Nj = 40). 
Na =■ 20. 


4 

< 
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[n addition lo the special details of the commutator already,! 

I described {p. 296), it may be mentioned that the] sections V 

are interchangeable. To preserve the armature from external I 

inHuences. it is enclosed in a suitable cage. 




ElektricUiiis Aktiai-Gesellscha/t, voriiials Schnckcrl iind Co.- 
\ The first dynamo with a flat ring armature and lateral poles 1 
I was probably constructed in the workshops of this company 1 
L(lS76). Although other forms of dynamos are constructed I 
f by them, those with flat ring armatures constitute tt«i \ 
[apeciality of the firm. .\s is weU known, \.\ve^>i to.^Okto« 
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present the advantaf^e that the air-space between the core 
of the armature and the poles is not modified when the shaft 
bends. r\irther, the space occupied by the field magnets and 
their yokes is smaller than in other machines, and the con- 
struction of the armature core is considerably simplified. 
This advantage is, however, counterbalanced by the high 
price of the iron ribbon, which is often 30 cm. broad : tho 
price of the ribbon being 4d. per lb., whilst that of the 
ordinary (iisrs is i;d. to 2[d. per lb. Moreover, it becomes 
difficult to obtain ribbons of a sufficient length when the 
machines exceed a certain size, and in all cases the quality of 
the iron, as far as n^latcs to hysteresis losses, is much inferior 
to that ^^encrally used in the construction of armatures. 

In Hat ririL,^ armatures the (i ram me winding is employed. 
Figs. 2i)0 (i-L are drawings of the type J L 18 for direct 
coupling with an engine. The dynamo in (juestion is placed 
in the generating works at Hanover. 

The following are data referring to this machine : 

E = 250 volts: C = 1,600 amperes; speed =110 revolutions 

per minute. 
Xiiiiibrr of ]H)les-^i4: number of brushes = 6 (Mordey 

\viii<iiiig). 
Mean ilianietcr of armature- jOo cm.: height of iron 

^ 50 em. 
\Vi<lth "f ir()a== i()'6 cm. : number of wires = about i,ijm. 
Niiiiiln-r nf <^)mmutat(>r sections = i,ijo 

/•V/.'m Av' iUiJ Pisclian (l>erlin). — The machines constructeti by 
this iirni .nr eh.iracterised, without exception, by their 
origiiial:ly. r\ ilia])s the best known of these is the dynamo 
with a '• wln.i.l armature," a name given to a particular form 
of (li^c ai'matnn.-. 

The i'li'a of .i disc armature is bv no means novel, since 
j-'aecinotti, in 1N75, desigiicil a mai^hine possessing an arma- 
lun- of this class. Since that time a large number of patents 
for inijuovrnjiMit-^ have been apj)lie(l for by Messrs. Jehl and 
I<U])p, IMisr>n and Desro/iers, t«^ mention only the better 
known inventors. The disc armature presi'Uts. in com- 
parison with an ordinary armatun'. the great advantage that 
the iron core is abolished, thus materially decreasing the 
total weight of the macVv'vue. W\t -jAI the types due to the 
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just mentiooed inventors have the disadvantage of great 
want of solidity and strength ; to which must be added 
the considerable weight of the copper in the field-magnet 
windings, owing to the great magnetic resistance of the 
air-gap. The above faults, which have up to the present 
been very prejudicial to the use of armatures of this kind, 




have been entirely suppressed in the Fritschc dynamo by the 
use of an ingenious arrangement which permits of these 
machines being so constructed as to compare favourably 
■with dynamos of ordinary types. 

The characteristic of the Fritsche dynamo consists in the 
wheel-like shape of the armature, the conductors forming the 
spokes, whilst the rim is formed by the commutator (German 
patent No. 57,170, April 16, i8go). But, while in the pre- 
viously-mentioned disc armatures the windings are always 
disposed in two planes, thus necessitating aL-wv^ea^x-^^-^, *^^ 
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windings of Fritsche's'' machine are all situated in a single 
plane. The scheme uf winding differs in no essential particular 
from that of an ordinary drum winding. We can form some 
picture of it by supposing that those armature wires, which 
in ordinary windings are in a plane perpendicular to that of 
thu p;ipcr (Fig. 261A), are here disposed along the radii, and 




that tlu- connections at the further end of the armature ar^ 
now made on the circumference of the armature. The 
radial bars an: wholly or partly made of iron so as to diminish 
ihe magnetic resistance between the poles. The connectionf 
between the bars are effected by means of thin ribbons of 
insulated copper, riveted or soldered to the bars. The odd 
radial bars terminate on a brass bar, a (Fig. 26111), which 
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is bolted to a commutator section; the even bars are main- 
tained in position by the insulated pieces, c, which are screwed 
between them. In the following table some information is 
given as to dynamos with wheel armatures. 



Type. 


M. 


CL. 


C. 


Volts 


240 


220 


120 


Aniix;res 


270 
135 


160 


180 


Spee<I 


130 


180 






External diameter of arma- 








ture 


1,880 mm. 
230 


— 


1, 100 mnv 


Length of commutator 




Height of ix>les 


210 


— 




Distance lx!twecn poles 


90 




— 


Numl»er of j)oles 


10 


— 


8 


Numlier of conducting bars . 


522 


742, of which half are of iron 


398 


Dimensions of conducting 
|)ars 


( Thickness 
i =2x15 
V Length 80 


Thickness 3 x 60 for the iron 

Thickness 1*5x30 for the 

copper 








Dimensions <»f junctions 


6oxo'8 


— 




Resistance of armature 


0042 w 


0-0707 U) 


— 


Resistance i»f field-magnet 










39-936 


20-58 


— 


Insulation resistance of 


> 1 1 megohms 






armature 

Insulation resistance of field- 


II megohms 


— 




j 






Heating, of armature 


22 v C. 
10^ c. 


17* C. 




Heating of field magtiets ... 


21* C. 




Net weight of armature 


2,250 kgrm. 


680 kgrm. 


560 kgrm^ 


Net weight of the complete 








machine 


6,600 kgrm. 

1 


2,900 kgrm. 


2,70Qkgrm. 



Another original arrangement is that of the bell annature 
of Fritsche, of which Fig. 262 give? some particulars 
(German patent No. 78,075, May 20, 1893).- All the poles 
around the periphery of the machine have the same sign. 

The excitation is maintained by means of a single bobbin. 
The armature coils, 6, are constructed with the aid of a 
former, and are maintained in position by the cap, c. 
To diminish the resistance of the air, the iron bars, a, 
are added, and the commutator sections are placed against 
these. Lastly, the ring d is destined to keep these in position 
against the action of the centrifugal force generated during 
revolution. 

In considering English dynamos, a noticeable predilection 
may be observed for bipolar machines of the horseshoe type, 
arranged sometimes with the opening between the poles upper- 
most, sometimes with this arrangement reversed (Edison -axA. 
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Hopkinson). This predilection may certainly be explained by 
the low cost of materials ih England, which permits of the 
use of the above forms even in large machines. 




Messrs. Easloii, Aiidcraon, and Co., of Erith (to whom Mr. 
V. A. Fynn is the chief engineer), is the only firm in England 
confined to the construction of multipolar machines. 




The types shown in Figs. jGj a. h, ;ind 264, range from an 
output of o"75 kw. at 2,500 revolutions per minute to 110 kw. 
at a speed of 600. Four poles are employed up to ito kw.: 
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between no kw. and 120 kw., six poles are used; for larger 
outputs eight and more poles are used. 

The four-pole dynamo is represented in Fig. 263, which 
represents a dynamo of 50 kw. The winding is disposed along 
cylindrical surface of the armature ; and the discs composing 
the latter are maintained in position by means of two auxiliary 
spiders. The bearings, lubricated by means of chains, present 
a special interest; the shaft provided with longitudinal ridges 
may also be noticed. The latter could hardfy be procured on 
the Continent without much trouble. 




miersein 50 k 



Besides these dynamos, which we might consider to belong 
to normal types, this firm constructs " homo-polar ' machines, 
which are chiefly employed as motors, or as exciters for 
alternators. We have already considered a m^chme of 
this type when describing the Thury dynamos. TJie charac- 
teristic point about the machines at present under discussion 
consists in the employment of two armatures, as shown in 
Figs. 264 to 266. The winding does not otherwise differ 
from that of ordinary machines. 

It has generally been considered that this type of dynamo 
is heavier .than those with alternate poles; but experience has 
shown that when proper dimensions are given to the various 
parts of the machine, it can compare favourably with ordinarj- 
types. Further, there is no doubt that tkis v^^oS. -ovMiwwi 



CONTINUOUS CURRENT 



is well adapted for arc lighting installations, provided thi 
n winding has been employed which permits of sparkle 
commutation beneath the poles. 




o ^ c 



As may be seen from the figures, the arc of the poles whic 
may be used for the displacement of the brushes is ver 
large, without any great magnetic leakage resulting. 
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The type of dynamo represented by Figs. 264 to 266 works 
W^t a pressure of 715 volts, generating 35 amperes, and having 
L speed of 1,300. 

Number of wires in armature = 97 x 4 = 38S. 
Number of commutator sections = 97. 
Uiameter of armature = 30-4 cm. 
Length of armature = ly^ cm. 
Air-gap = o*z cm. 




.The excitation is exceptionally feeble (0M14 per ceni.t. 
According to information furnished by the makers, the dyoomo 
which we are considering would possess a still greater oulpni 




if the niimber of commutator sections was increased. As a 
matter of fact, the number of commutator sections appears 
to be rather too small, according to the rules given on p- 299. 




The description of a small macbme of this type mu 
found in the Etedrician, July 23, 1X97. The arinatuj 
a diameter of 28 cm. and a length of ij cm. 
Number of commutator sections = 61. 

,, wires - 2 V 61 ^ 122. 
Air-gap (single) = o-i6cm. 
Tht lead of the brushes was very small in this 1 
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and sparkless commutation could only be obtained as the 
result of certain precautions. When carbon brushes were 
employed a great improvement resulted, and the machine 
could then be considerably over-loaded without producing 
excessive sparking. 

We will give some attention to the subject of the magnetic 
leakage. 

Let us suppose that the number of lines of force in the 
section / (Fig. 267) is equal to unity ; these will distribute 
themselves in the following manner : 



/= 

a = 
b = 
c = 
e = 



a + b + c + e 

•897. 

•0412. 

•0418. 



= I 



•02. 



The leakages in e and c give rise to no further losses ; on 
the other hand, the leakage in b will produce a real drop in» 
potential, and therefore a diminution in output. 




Fig. 268. 



Messrs, Mavor and Coulson, of Glasgow, construct dynamos- 
with Sayers windings, of which mention has already been 
made (p. 42). 

We have considered that it might be useful to give some 
data respecting an 80-kw. machine of this type (Fig. 268)- 
which is distinguished by its lightness. 

Output : E = 100 volts. 

C = 800 amperes, 
n = 420 revolutions. 
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Armature : External diameter D = 53'25 cm. 

Diameter of the circle passing through the bottom of 

the slots ■- 43*5 cm. 
Internal diameter D, = io*8 cm. 
Length / •> 50 cm. 
Number of slots = 72 ; number of commutator 

sections - 36. 
Principal winding : N = 72. 
s - 337 '« 5- 




Fig. 269^. 



Each one of the 72 notches receives one wire of the 
principal winding, and two wires of the compensation winding. 
Field magnets : 

(100 + 6) 60 X 10* 

9 " — — - ' 

72 X 420 

Si = 51-6 X 53 = 2,740. 

20,600,000 _ 



= 20,600,000. 



B, - 



2,740 



- =■ 7.500. 



The field magnets are constituted by four circuits in cast 
steel separated from one another by air-gaps of about i'3 cm. 
Since the arc of the pole-pieces is 120°, and a.sl^^fe^}Kv\OM^.■«s. 

1^ 
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of a single air-gap is 0*635 cm., the strength of field due 
to the armature reactions (see p. 229) is 

BV - 4 ^ 72 X ^°° —1 = 7,000; 

10 ' 2 (2 X 0-635) + (3 X 1-3) 

whilst we have already found B/ = 7,500. But this calcu- 
lation was only an approximate one, and in all probability 
B{ is smaller. 

Number of turns per field magnet - 1,008. 

Diameter of wire = 2*77 mm. 

Resistance of the two coils grouped^in^series = 10*7 w\ 

IVeights, Kgrni^ 

Field magnets, etc ^ i»S^7 

Parallel windings i47'4 

Armature (unwound), together with shaft and com 

lllU IttLv^L ••• .>• •.• ••« ••• *•■ •■■ ... •■ 

Copper for armature circuit 

Bearings, brush-holders, etc 



■ . • • ■ • 



Total ... 



• • • • • • 



1,061 
246-6- 
191 



3.463 



Reproaches are often addressed to English makers on 
account of their prejudice for bipolar machines; on the other 
hand, a marked predilection for multipolar machines may bt- 
observed in the United States, four-pole machines (similar to 
that shown in Figs. 230 and 241) being particularly popular. 
An e.xception to this rule is supplied by the machine shown in 
Figs. 269 and 270, due to the Brush Company, of Cleveland, 
Ohio. The first of these machines is a generator for tramways, 
the second is a machine for arc lighting (see p. 248). The 
most characteristic features of the Brush machines are their 
tlat ring armatures and their lateral poles. This arrange- 
ment greatly facilitates dismounting of the armature, which 
may be performed simply by removing the caps of the 
hearings, together with the relatively light piece of metal, a. 

The core of the armature is composed of a roll of iron 
ribbon, which is held in position by radial bolts. The shaft 
is provided with projecting rings for the same purpose. The 
bearings are furnished with adjustable bushes, which are well 
adapted to this machine, although in other forme of dynamo 
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ID which they frequentlj- occur they might be replaceti 
ordinary bushes without inconvenience. 




The bend which maybe admitted in an armature shaft iai 
ii dynamo with external poles is very small: so small, indeed, I 
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that, reduced to the length of the beariag, it will scarcely 
exce«;d o'os mm. to o'l mm. It suffices, therefore, to enlarge 
the hushes so as to admit of this amount of play. 

Another machine of American construction 15 shoMi-n in 
Fig. 271 ; this represents a motor which is made by the lirm 
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best known as tho constructors of LiiiiJell ventilators. In 
this motor a curious arrangement of magnets, due to Jonus> 
Wenstrcim, is emplojed; there is a single central bobbin, and 
opposite poles. As a consequence, the case is in two piccts. 
the plane of separation being perpendicular to the axis. 

This motor is furnished with roller bearings, the rollers 
being placed in slots cut in a bush so as to maintain them at 
the desired distance apart. The pressure transmitted along 
the axis is received on a washer of pigskin. 
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The Storey Motor and Toot Company, at Philadelphia, 
construct a similar motor with two field magnets, displaced 
along the same axis, and two central bobbins. 




This latter arrangement presents the advantage of leading 
to the smallest possible value of the total weight of the 
machine, on the other hand, the weight of copper in the 
tield-magnet windings is nearly doubled. 
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CHAPTER X. 
Weight, Dimensions, and Price of Dynamos. 

A. Weight. 

A comparison between different dynamos can only strictly 
be instituted when their speeds are equal. But as the output 
is, between certain limits (if these are not taken too wide), 
proportional to the speed, we shall here compare the data 
referring to different machines reduced to the values they 
would have had if the speed had been i,ooo per minute 
(specific output, W,.) 

Plate III., which will be found at the end of this book, 
contains a certain amount of information regarding the 
weights of modern dynamos. It is evident that machines of 
the horseshoe type are relatively heavier than those of other 
kinds. On the other hand, the excessive weight of the 
Lahmeyer dynamo at once catches the eye, although this is 
not due to the form of the machine, since it mav at once bt 
seen that the motors for cranes made of a similar form by the 
Oerlikon Company weigh hardly half as much. It is true that 
these motors are in cast steel, and that they are not designed 
to work for long intervals without stopping ; but the Schuckert 
dynamos are also much lighter than those of the Lahmeyer 
type. The explanation of this may doubtless be sought in 
the different temperatures at which the machines work. 
Further, the dynamos in question appear to work with a 
smaller number of wires and a greater field strength, which 
guarantees working without sparking. 

Now, the question of the weight is as important for the 
purchaser as for the maker, since (i) the net profit depends on 
it ; (2) heavy dynamos often possess a smaller degree of 
saturation, and possess disadvantages already more than once 
mentioned. 

Care should always therefore be taken to reduce the weight 
of the machine as mucVv as ipossM^. 
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The curves in Plate III. show very plainly the advantages 
of multipolar over bipolar machines in this respect. 

For this reason some firms only construct multipolar 
machines for this purpose, even for outputs as low as 
I kw. But, in general, the limits for dynamos of four, six, 
and eight poles are as follows : 

Four-Pole Dynamos : From 6 kw. to 20 kw. (specific 
-output) ; 

Six-Pole Dynamos : From 100 kw. to 200 kw. (specific 
output) ; 

Eight-Pole Dynamos : From 200 kw. to 300 kw. (specific 
output). 

In preliminary calculations, especially when the machine to 
be constructed belongs to a series of which many have 
previously been made, the weight of dynamos of a given 
type may be taken as increasing in proportion to the two-third 
power of the specific output, or, in other terms. 



2 



Weight - c . WJ 

isee equation 37). (c varies between 160 and 200 for dynamos 
-with two bearings ; W, is the output for a speed of 1,000.) 

When the dyijamo possesses a third bearing, about 15 per 
oent. must be added to the total weight. 

The following table gives some data respecting the weight of 
bearings. In this table only the upper part of the journals, 
together with the oil reservoir, is included ; the weight of the 
trunk varies with the height of the bearing, and must be 
separately calculated. 

Weioh'i ok Bearings. 



X)iamcter of shaft, in millimetres 
Length of bush, in millimetres 
"Weight, in kilogrammes 



3<> 


50 


1 
100 ' 150 


200 


580 


300 


35« 


100 


165 


330 920 


500 


620 


720 


35 


60 


100 200 


400 


660 


1,100 


1,500 



4(H) 

8<)<> 
2,200 



The weight of the armature is from 12 to 32 per cent, of 
the total weight of the dynamo. In multipolar machines, 
the weight of the armature will be greater relatively to the 
rest of the machine than in other dynamos. 

For an approximate determination, supposing that the 
number of poles increases with the output, according to the 
scheme given above, we may use the followvw^ \aJc\fc. 
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Weight ok Armature, 



Total Weight, in 
Kilogrammes. 



200 

500 

1,000 

2,000 

6,000 



Weight of Arma- 
ture. 



Total Weight, in 
Kilogrammes. 



12 per cent. 
16 

22 
25 



»» 



10,000 

20,000 

50,000 

100,000 



Weight of Arma- 
ture. 



26 ytet osot. 
28 



30 
32 



It 



The relative weight of the commutator varies so much with 
the current,- that no general rule can be formulated. 

For low-tension dynamos (no to 120 volts) the commutator 
weighs about 17 per cent, of the total armature weight. 

Armature Spiders. 

n 

Weight = c W^ kgrm. . . . (132) 
In this formula we must substitute for c the following 
numbers : 

For armature spider without spokes (sockets) 3 to 4* 

,, „ with thin spokes, without ribs... 8 to 10. 

,, „ with ribbed spokes 12 to 14- 

Vox ring armatures with hub and spokes of cast iron, 

the rim being in bronze 15 to 20. 

In the last case, nearly half of the weight must be ascribed 
to the bronze rim. 

Iron Discs, 



Weight (in kilogrammes) = 



D' 



TT 



/ y (I - T-) 7-5 



4,000 

= o-oo6 D^ / y (I - T-) about . . . (133) 

In this formula we designate by y the reduction of the section 
due to interposed paper, as well as slots, etc. 

y = 085 to 09 for smooth armatures. 

y = 075 to o 85 for toothed armatures. 
External diameter of armature 



T = 



Internal diameter of the same 
Weight of Copper, 
From equation (33), we have 



(see p. 75). 



l£' 



Weight in kilogrammes = o'45 -5, 
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w being the loss of watts due to the resistance of the copperr 
c — amperes per square millimetre. 

Weight of Pulleys, 

The following empirical formula is established by means of 
data relative to a great number of pulleys, varying in diameter 
from o"i m. to 3 m., with an internal diameter attaining as a 
maximum to 23 cm. 

Weight in kilogrammes = c l D^ 

L representing the length of the pulley in centimetres ; 
D „ diameter „ „ 







Table of Values for c. 




D, 


in centimetres. 


c 


D, in centimetres. 


c 




10 

25 
■ 50 


0*00130 
0*00100 
0*00095 
0*00085 


70 

• 100 

150 

225 


0*00080 
0*00076 
0*00073 
0*00070 



The above formula leads to sufficiently concordant results r 
the greatest discrepancy between the observed and the calcu- 
lated values will not generally amount to more than ±15 per 
cent. 

For example, a pulley of 100 cm. diameter and a length of 
50 cm. weighs 0*00076 x 56 x 100- = 380 kgrm. 

Weight of Yoke. 

The weight of the yoke, properly so called, taken apart from. 
the base-plate and journals, can be determined with a certain 
amount of accuracy, when the length, L, of the lines of force 
and the section, S, are known, from the formula 

Weight in kilogrammes = 

^ / 1,000 

In the case where the field magnets are made of cast steely 
we may replace the coefficient 7*2 by 7*8 or 7*9. 

B. Dimensions. 

The following tables do not refer to special machines, but 
may rather be considered as giving the mean values deter- 
mined from a great number of dynamos. They may therefore 
be of service in designing dynamos. 

W« = specific output in kilowatts. 
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Vertical Horseshoe Tvpb. 














Fig 


17a. 
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1 


^ 


4 


8 


[Z 


20 


30 


50 


" 


100 ' 150 


a 


J20 


270 


330 


400 


440 


490 


540 


62.; 




7Rs 


910 


b 


180 


460 


■il" 


600 


6V. 


7ao 


7«^ 


S<» 


*S, 


,.060 


i.tfo 




llo 




440 


S» 


S70 




740 


860 


960 


i.oso 


'.'JO 




Uu 


410 


500 


590 




7SO 


& 


gSo 






r.joo 






340 


400 


470 


Sio 




790 


SS? 


«« 


1,050 


t 


X" 


720 


8,0 






1,190 




i,4No 






2,000 




340 


400 


470 


520 






790 


SM5 


9«x. 


1.050 




"■. . 


. 


4 


8 


,2 1 20 


30 1 50 


75 ; 100 


15" 


« 2JO 


290 


540 


4«> 


470 


550 


620 


700 


735 750 


7S0 


*, ISO 


290 


340 


2S0 


470 

i20 


550 
380 


620 
43° 


I (7°o)' 
i 720 


(7351 f 


„,. 


1/ 500 

-■ 180 


too 
jao 


6S0 
JSo 
S70 


770 
1.060 


820 

35° 
1,180 


950 
1.340 


'■X 

1.480 


. 555 

/ 1,290 


.,j6o ,.485 

,£, ^ "° 


l.t>70 


A I150 


iSo 


aas 


280 


J20 


380 


430 


500 


iSo 580 


CJd. 



Overhai^ng polky. 



• The numbers belwecn paien*e«» we a.v^«»!ifte ij 
is not overhanging, but ii «i«»^e4 Virt«t«si vi 




w. 


04 


07 I 


.s 


3 


5 


8 


■• 


15 


18 


6 
4 


z6o 
.76 
395 


190 


3'o 

445 


335 

475 


390 
376 

535 


445 
320 
576 


510 


5=5 

S55 


635 

450 
720 


680 
47S 
745 


MS 


27S 


290 


320 


3S0 


430 


495 


SSo 


575 


600 


f 








/ = 


- H- a small quantity. 










W, 


,0 


20 


30 


5P 


75 


,00 


130 


160 200 


_, 


460 




490 




S80 


610 








Cl 


575 






670 


725 


780 




930 


970 












400 










^1 


450 


470 


485 


S'S 


555 




650 


675 ■ 


700 






600 


630 


670 


720 












86S 


900 




i.Ob^ 












505 


530 


550 


595 


650 


700 


790 


870 i 


970 






1,070 




■ ,"5 


'.350 


1,480 


i,Sio 


I i.W^ 
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s (Tyies with Six, Eight, < 




■.-: 


300 


500 


75° 


1.000 


1500 


2,000 


».7"' 


_, 


830 


S60 


900 


970 


1,000 


1.040 


1,100 


"i 


















510 


560 


61S 


665 


710 


750 


790 


'■i 


740 




84s 


900 


qSO 


1. 000 


t.oso 


J 


1,000 


1,850 


1.15° 

2,250 


2,600 


1,300 


1.400 

3.400 


;:s; 










2,400 


2,900 


%.1<X> 


3-400 




1,700 


1,890 




2,JOO 


2.580 


i,770 




h 


I-S40 


1,700 


i.OOO 


2, [40 


2.400 


2.0^ 





C- Calculation of Cost of Construction. 

The following lif(ures must naturally be considered as 
sulijcct to variation between wide limits, according to the 
situation of the workshops and the prices of labour and of 
materials. In regard to the expenditure on salaries and wages, 
it is assumed that several machines are at all times simul- 
taneously in course of construction. When the cost of con- 
struction of a single machine, made by itself, is required, 
we must multiply the prices given by a suitable factor, 
greater than i. Moreover, the cost of patterns for the cast- 
iron parts has not been included in the grand total, 

The cost of coitslruction comprises: 

1 . The cost of raw materials, to which must be added rent, 
waste, and cost of carriage. 

2. Wages for manual labour. 
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3, Xieneral expenses, expressed generally as a percentage 
of the wages for manual labour. 

The relative weights of different substances used in the 
construction of a dynamo are roughly as follou's: 



Cast iron or cast steel 

Wrought iron 

Wrought-iron discs ... 

<junmetal 

Copper 



70 to 80 per cent, of total weight. 
a to 5 
8 to 12 
2 to 5 
8 to ri 



The cost of materials is considered in the following table 
(p. jgS). The third column refers to the weight lost in 
machining the various parts, and might be considered worth- 
less, copper wires not excepted. The length of these latter 
should always be taken 2 or 3 per cent, in excess of that 
actually required, whilst the waste cannot generally be used 
for other purposes. 

We should add about 15 to 20 per cent, to the above values 
for rent, breakages, and ordinary waste. 

The total cost of manual labour (in Switzerland) could be 
estimated in the following manner, assuming average wages: 



I 



It would be useless to give details of these prices, since the 
cost of certain different operations may vary more than the 
total price given. It would, however, be interesting to know 
the price of winding, which attains to from 20 to 30 per cent, i 
of the total price of the d)'namo. 

The general expenses will depend entirely on the organisation I 
of the workshop, and the importance of the annual establish- 
ment charges. The more perfect the plant is, the more 
important will become the establishment charges: on the 
other hand, the cost for manual labour will diminish. Whilst 
it used to suffice, in certain cases, to add 100 per cent, to the 
cost of manual labour, in modern workshops from 150 to 180, 
fiLT cenl. 
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' Materials, 

GrejoMiron 

Sleel ca<>[ing!> 

Bar iron 

Steel for shaTts 

Shei^l iron for armalui 
lTi>n ribbon for disc arn 

2. GrNMBTAL CASTINGS 

i. Z[\r. inplales 

4. CtlfCER. 

Drawn wires antl bars 
Slrantlcd copper 

Sheet copper 

CoitiTiiulator segments 

Steel Innding wires ... 

J. Mii;a, in crystals l^in. 

Sin 

In taiger crystals 

Shett niicanile 

(•. KltOMTE 

Shnpeii pieces 

Tillies, iiniiolished 

7. AMtrtMims 

In sheets 

In lubbins 

Viilcaslieslon, in sheets 

K KtiiKK, in sheets ,. 

9. I'AI-KK. 

K M- insuUtion of arn 
lure discs 

Ifcilibins shape<l from f 



I 3 to 8-8 
18 to 9-0 



6-\. li' [Js. 6<l. per cwt. 

I Lu 2 cwl. 30S. to iSs. per 
cut. Over a cwt., i8«. 6d. 
I.. ja> i«Ti-«.t. 

to9s per cwt. 
s 6d, to i6s. 61I \>ei cwt. 
s. W, to 13s. 6cl. peTCwi. 

II tl. lOill. ]KI ]l>. 

7i(l |wrlb. 

;id lugid. perlb. 



solid 



) per < 






IjH 6<l. to 4s. 6d. |iei Ibi 
4: 61I. Ill 25s. per lb, 
i-. >)ii. 10 6s. |ier lb. 
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CHAPTER XI. 

Recapitulation of FoRMULiE to be used in the Design 

OF Dynamos. 

The difficulty in designing a machine does not greatly 
depend on the calculations properly so called, but more in 
determining in what manner the existing formulae should be 
applied. Before commencing, it is necessary, though difficult, 
to choose from the mass of formulae at our disposal those 
which will lead most quickly to the desired end. 

To facilitate this choice, we will give in this chapter a rapid 
recapitulation of the most important of the formula; deter- 
mined in the preceding pages in the order in which they will 
be needed. 

We are generally given — 

The output, depending on E and C ; 

The speed, n ; 

The commercial efficiency, f. 

Moreover, a series or shunt winding is generally prescribed. 

The remaining data for the construction of the machine 
must be determined. 

When a generator is being designed, we can, if the number 
of poles is not already prescribed, make use of the following 
rule : 

Four-pole dynamos should be constructed when the specific 
output (as previously defined) is greater than 6 kw. to 20 kw. 

Six-pole dynamos should be constructed when the specific 
output is greater than 100 kw. to 150 kw. 

Eight-pole dynamos should be constructed when the specific 
output is greater than 200 kw. to 300 kw. 

The loss calculated on the base of the prescribed com- 
mercial efficiency should be distributed into the separate 
constituents, 

!£/«, Wh, U'r, W,n. CtC. 



TTift 'talculaticna mav be irrided inc;: 

A. ThTj^at rtiatine to c&e arrnamre. 

For the -iu'ACjt of the type of ■iynamc tc be used we nny 
rr>n?iiilt Flstr.* 11- 

The miinh.er5 in par^^ntbteses rsaer m -tvecy axscuxce :o the 

erpiation.'^ ia thi.'? book. 



D = 'iiarneter in centiinetres. 
. = len^h 

r. FrfcST Approximation t-j Exteblior DiMExstoyfJ. 



39/^^ 



C I ,,.= VEC I .,. , ., 



fr/r ringf win'!:r.i'T. 



D 32yPC I loV/EC L . 51 ^J^53 

for ''iriirn wir.^iin^'s fsee pp. 6^ and 70*. 

The forrmil^f: for drum-wound armatures apply 10 cenc- 
rators and give very ;(ood results for machines whose outputs 
are between 15 kw. and 400 kw. : for smaller machines a value 
of O slightly greater than that obtained by the formula 
mu?it \)f: taken : for more powerful machines a lower value 
must Ix: used. In the case of motors, we must take E C 
= 746 h.p. We may equally well consult the table of \-aIne5 
obtained from machines actually made <pp. 78 and 79). 

Verificatifjn. — The peripheral speed of the armature should 
not exceed 25 m. to 30 m. 

Dimensions of Wire. 

Approximate section of wire = 

C 

S = - - square millimetres. . . (56) 

Pi . loOe 
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cE = resistance loss (o"02 E to o*o6 E). 
Thickness of insulation (pp. 65 to 68). 

Referring to Fig. 47, and supposing that N' is the number 
of turns for a length of %, the total number of wires will be 

N = ^ N' ; 

and we must have 

N < 6-37 ^'i^'^ . 

B/ being the density of lines of force in the air-gap. 
S = the air-gap in centimetres, and for /8 (see Fig. 126). 

In a similar manner the pole-pieces may also be designed. 

We obtain B/ from equation (10) : 

T3 ^ E' 60 X 10® pi I . 

in which 

b is the arc of a pole- piece, in centimetres = /8. 

2p 

E' - the E.M.F. = (i + e) E. 

€ = the drop in voltage « 2 € to 3 e (about), when account is 
taken of the armature reactions. 

2. Second Approximation. 






lli2JO0^ . . . (57) 

(See p. 72.) 

Verification. — Determination of L, the exact length of the 
winding : 

L N C 
Diameter of wire S = ojjfv — pTTl ^^- ^^' • (^9) 

We must determine whether this winding could be executed. 

Rules for executing a winding (pp. 20 to 35). 

Comparison of drum with ring windings (pp. 35 to 38). 

As the maximum number of commutator sections is equal 

N 
to N2 = — for drum windings, and to N in the case of ring 

windings, we must assure ourselves, particularly in the case 
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of a high-voltage dynamo, that the maximum pressure 
between two commutator sections 

E 2p 

^ No 

is not greater than 30 or 40 volts. Eventually, we may 
modify the winding or the number of poles. 

The saturation in the slots of the armature should not 
exceed 16,000 to 17,000. 

3. Determination of the Interior Diameter of the 

Armature. 

(See pp. 75 to 77.) 

Eieoxipip. (,,> 

n N p 

B = ^ 

We have approximately 

Ba =» 14,000 to 16,000 in the case of two-pole dynamos. 
= 12,000 to 14,000 „ four „ 

= 9,000 to 12,000 ,, six ,, 

On the other hand, dynamos actually made give approxi- 
mately the following values for t^ = —^ : 



Number of WAo, xi. 



2 I 0-3 U) o*4 

4 I o*6 to 0*65 

6 ; 0*65 to 070 

8 0*70 to o*8<» 

10 078 to 0*83 

12 ' o-8o to 0-85 

M I 0-9 



Calculation for Verification, 
Loss of watts due to hysteresis 

Wh = >/B«^-''a)V 10-' (34> 



p n 
(O = - - . 

60 



V = volume of iron in cubic centimetres. 
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In making a more exact calculation, we may determine 
also the hysteresis losses in the slots, and subtract that 
from the loss in the following calculation : 

Suppose that 

Di = the interior diameter ; 

D = diameter of circle passing through crests of teeth ; 

D' = the diameter of the circle passing through the* 

bottom of the slots (D' = D in the case of smooth 

armatures) ; then 

T D' = Di. 

We may find most rapidly by the aid of Table VIII. (p. 414) 
(1 - t) ^'^ ^ 2^5 0j^ 1 o) ^ A 

Table VIII. gives the value of t for any value of A. We 
have approximately t = i- A. 

4. Calculation of the Heating. 

Rise in temperature, in degrees Centigrade - 

225 X (Wa + Wa ) 



Surface (in sq. cms.) 
According to another formula, we have- 



• . (58) 



Rise in temperature, in degrees Centigrade] 

645 (Wa + Wa ) 



I V > 



Surface (I + 0'3 %/v) 
V representing the peripheral speed, in metres. 

5. Dimensions of the Commutator. 

These dimensions should be as small as possible. 
For metallic brushes we have — 

Surface for rubbing contact (in square millimetres per 
ampere) = 

5+^ "^""V^QQ , . . (129) 

Amperes per line of brushes 

In the case of carbon brushes we will take as a minimum 
13 to 15 square millimetres per ampere. 
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6. Determination of Lead of Brushes. 

L ~ 2 Dx C u' (I ± O q ^ ^ 

In this formula, we designate by 

y (see Fig. 126), the arc of contact of a brush, in centiinetres. 
Dj, the diameter of the commutator, in centimetres, 
w, a coefficient which is equal to 

2*3 in toothed armatures ; 

3 in armatures with half-closed slots : 
4 to 5 in tunnelled armatures ; 

o*4 in smooth armatures ; 
q, the number of wires per slot; in the case of smooth 

armatures, q = — . 

In generators we must take (i + €'), in motors (i - e*). 
The corresponding value of vj will be given in Table XI.. 
and we may hence calculate the lead of the brushes 

a = ^M^ + (c + ^y - M . . . (106) 

(for c, 0, and f, see Fig. 126). 
In this equation 

M = ^(l^ (107. 

F'or well - made dynamos we shall have — < o*6 ; if the 

c 

quotient is greater than 07, the dynamo may be useless, or 
at best will work very badly. 

In the case of motors the angle of lead is smaller than that 
calculated from the above formula; the same thing applies 
to machines with carbon brushes. 

7. Diameter or Shaft. 

Let us denote by 

dy the diameter of the smallest section in centimetres (this 
will be found between the commutator and the armature) ; 
n, the speed ; 

W, the commercial output in kilowatts ; 
H.P., the commercial output in horse-power. 



DYNAMOS. 



405 



Shaft in Forged Iron, 



V n • • • 



(ii4> 



Shaft in Steel. 

d.,8ve^.2-;/f. 



(115) 



This formula gives, for dynamos of less than 100 h.p., 
a diameter slightly too large, and for dynamos below 15 h.p. 
a diameter too small. Compare with table referring to shafts 
actually made. Table for keys, XL, p. 416. 

B. Field Magnets. 

It is now assumed that the armature has been designed 
in such a manner as to satisfy the conditions imposed at the 
outset, and that we have satisfied ourselves, by means of a 
brief and approximate calculation, that the dimensions of 
the dynamo are well proportioned. It may be remarked, in 
passing, that this calculation to verify the dimensions chosen 
should never be omitted. It now remains to determine the 
dimensions and winding of the field magnets. 

We will roughly design the field magnets, reserving an 
approximate space for the winding. As, in general, dynamos 
require from two to four times (or on an average 2^ times) as 
many ampere-turns as are required in the armature, we will 
suppose, as a first approximation, C^ N^ for the magnetic 

circuit 2*5, where represents the ampere-turns 

4/>/>i 2/)i 

round the armature. 

The approximate space for winding will then be given 
(see p. 321) : 

_ (Ampere-turns per bobbin)^ , /'TOT^ 

oO w 
L being the mean length of the winding, in metres ; 
ii% the loss in watts per bobbin. 

We must substitute for c a value obtained from the following 
table : 



Diameter of wire, </, in mm. 


0-5 


I 


2 


3 


4 


5 and over. 


Rectangular winding c = 
Conical winding c = 


5 
375 


29 
2*2 


2-15 
r6 


1-86 


1-68 


\ v^*^ 



4o6 
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When, in this manner, we have determined approximately 
the probable length of the lines of force, we can proceed to 
make a more exact calculation of Cm N». making use of 
the method employed in obtaining equation (76), p. 154. 



Part of Magnetic 
Circuit. 



Pole-pieces 

Yoke 

Armature . 
Air-gap .... 



Section S 
in sq. cm. 



Leakage 

Coefficient 

V or K. 



Density of 
Lines of 
Force, B 

per sq. cm. 



length 
of Lines 
of Force, 
L, in cm. 



Ampere- 
turns per 

cm. 

Length, 

/(B). 



Total 
Ampere- 
turns, 
Cm Xm. 



Total . . . 



For y, see Table X. (p. 415) ; for «c, p. 161 ; for/(B), Plate I. 



This table suggests the following observations : 

1. In the case of series-wound dynamos we may deter- 
mine from the E.M.F. — that is to say, from the brush 
voltage + the drop in voltage ( - in the case of motors) : 
it is the same for shunt-wound dynamos. 

2. In the case of compound-wound dynamos we must 
make two calculations ; we take the flux 0, calculated from 
the brush voltage, for the base of the first (this gives 
the shunt winding), and for base of the second we take 
<}) calculated from the E.M.F. The difference of the two 
values will give the ampere-turns of the compound winding 
(see p. 197). 

Section of wire S = '"—-^L ^ square millimetres, 

Nj being the number of coils mounted in series, C„, N« the 
ampere-turns of one coil, and E the pressure at the extremities 
of the field-magnet windings. In series or compound wound 
dynamos E is equal to the total drop in voltage (e E) ; in a 
shunt-wound machine it is equal to the brush voltage. 

To effect the necessary regulation, the wire should be rather 
thicker in a shunt-wound machine. 



Muiiibcr of Turns per Bobbin. 









(64) 



Verification. — We should assure ourselves that the windings 
can be performed in the space provided, and when needed, the 
calculations must be repeated. 

Heating of Field Magnets. 
Rise in temperature, in degrees Centigrade, 

J35 " Loss in watts per bobbi n 
Surface of a bobbin in sq. cm. 

When the dynamo has been calculated out in the manner 
indicated, it is necessary to make a summary of the tigures, 
so as to be able to judge at a glance of their relative fitness 
well as to make it possible for a second person to verify 
them at any time. The following practical hmts may not be 
. useless in this connection : 

If the dynamo is definitely determined, the given electrical 
conditions, and those which are indispensable in the construc- 
tion, should be written on a detached leaf^similar to that 
given at the end of this book; they should afterwards be 
preserved and classified. The back should be reserved for 
experimental results. It is of course unnecessary to repeat 
results obtained with machines identical in constniction. 
On the other hand, when any variation is effected, whether 
the dimensions or the winding, or even in castings, 
(he weights can equally well be suppressed when the 
new machine is of a known type. 

As far as concerns the trials, the following should be 
noted : 

1. The characteristic curve, when the machine is working 
on open circuit, taken in connection with the excitation and 

be voltage. 

2. A certain number of voltage curves obtained with ; 
constant exciting current, and a variable strength of the 1 

irmature current. 

3. A measurement of the armature and field - magnet , 
resistances. 
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4. The insulation between the windings and the base-plate. 

5. The increase in temperature of the machine after several 
hours' working; whenever this is possible, the increase in 
temperature should be calculated from the resistance of 
the windings. 

6. Observations concerning the formation of sparks and 
the displacement of the brushes should be noted. 



I 

I 
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CHAPTER XII. 

Tables. 

I. — Table of Specific Resistances.* 

po = speoifio resiBtanoe at 0° C. 
<r = temperature ooefficient per 1° C. 



Substancee. 



Alominium 

AlamiDium broDze 

Aiitimony 

Bismuth.. 

Braes 

Carbon 

Carbon (retort) 

Coostantan (Basse and 

Selve, Altona) 

Copper 

Grerman silver 

Iron 

Kruppioe (F. Rrupp, 

Besen) 

Lead 

Biagnesium 

Mercury 

Nickel 

Niokeline (Fleitmann. 

Witte&Co.,Schwerta 

Phosphor bronze 

Platinum 

SUver 

Steel 

ZiDc!!.....'....!".".......'.'.. 



Po 



003 to 005 

0-12 

0-5 

1-2 

07 to 0-08 
100 to 1.000 

40 to 120 

05 
00161 to 0-018 

0-15 to 0-36 

01 to 012 

0-85 
0-22 
04 
0-95 
0-15 

0-44 

10 

012 to 0*16 

0016 to 018 

010 to 0*25 

010 

06 



<r. 



00039 
0*001 
00041 
0*0037 
0*0015 
0*0003 to 0*0008 
40 to 120 

0*00003 
0037 to 0039 

0*0003 to 00004 
0*0045 

00008 
00041 
0039 
000091 
0*0057 

0*0002 to 0*00008 

0024 to 00035 
00034 to 0004 

0*0052 

0*0042 

0*0042 



Observations. 



58 Cu, 41 Ni, 1 Mn. 
Lazare, Weiller, and 
(}o. , Paris. 



55 Cu, 25 Ni, 19*5 Zn. 



R = 



P (15). 



p = Po{l +(Tt) (16). 



*Tak9n from *'Htt1fdbuch fur Elektroteohnik *' by Grawinkel and Streckec, 
loarth edition, Berlin, 1895. 
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^^^km V T «.« 










rtiafiMifT 


1 


of 10t> m. 




SeetiQn. 


of 1 km. 


^^ • ^ ^^ 


1 




of 109 b. 




oHm^ 


mm. 


mm^» 


kf^rm. 


^y.^ 


0-1 


0^J8 


0066 , 


212-892 i 


3-60 


10*18 


9i>5 


0-16450 


0^ i 


o^ai . 


0^9 : 


53^96 .; 


3-70 


10T5 


96-« 


0-156IM 


o-a f 


071 


0-629 


23-688 


3-80 


11-34 


108-S 


0-14758 


0-4 J 


0-1-26 


1 118 , 


13-348 


3-90 


11-95 


106-2 


O-14006 


0-5 


0196 


1-745 


7-515 


4-00 


12-57 


111-S 


0-13348 


0-6 


0-283 ; 


252 


5-922 


410 


13^ 


IIT-S 


O-12090 


07 


0385 


3-41 


4-352 


4^ 


13-85 


1234 


0-12932 


0-8 i 


0-503 


447 


3328 1 


4-30 


14^ 


129-2 


0-11468 


0^ . 


636 ; 


5-67 


2-632 . 


4-40 


15^ 


135-6 


01008 


1-00 ; 


7H5 1 


6-98 


2-128 1, 


4-50 


15-90 


141-3 


0-106BS 


1-05 


0860 


7-69 


1«2 


4-60 


16 62 


148-1 


O10066 


J 10 [ 


0-950 1 


8-42 


1765 ; 


4-70 


17-35 


154-1 


0^MB2 


J '15 


1-fMl 1 


9-20 


1-607 jj 


4-80 


18-10 


1610 


0-09212 


1-20 


1131 , 


10-02 


1-48 1 


4-90 


18-86 


168-0 


0-06636 


1-25 \ 


1-2-29 


1088 i 


136 


5-0 


191M 


174-6 


0-07515 


1-30 ' 


1-327 


1179 


1-28 


5-5 


2376 


212 


0-07660 


i-as I 


1 -431 


12-70 I 


1166 i 


6^ 


28-27 


2S2 


O-O50S2 


1 40 1 


1-539 


1364 > 


1-081 


6-5 


3318 


2M 


0-05a» 


1 -45 . 


1 631 


14-62 i 


1 -017 


7^ 


38 14 


341 


0-OI39S 


1 -50 i 


1-767 


1567 : 


0-949 


7-5 


4418 


' 393 


0-03788 


1-55 


1-H87 


16-80 


0«S4 


8-0 


50-27 


447 


0^13328 


J-6f) 


2-001 


17-9r> 


08272 


8-5 


56-74 


505 


01>2952 


J 65 


2 138 


19 05 


0-7802 


9 


63-62 


567 


0-0-26:i2 


170 1 


2 270 


20-20 


7332 


9-5 


70 88 


6-29 


Oi>2359 


1 -75 • 


ZH)r» 


21 -43 ■ 


0-6956 


10-0 


78-55 


698 


0^124 


J -HO 


2 544 


22 65 


0-6580 


10-4 


85 


756 


U-0196 


1H5 


2-688 


23-86 


0-6-2O4 


107 


90 


801 


O0185 


1 90 


2-835 


25-24 


0-5922 


11-0 


95 


845-5 


0-0176 


1-95 


2 982 


26-85 


0-5612 


11-3 


nx) 


890 


0-0166 


i>rK) ' 


3142 


27-90 


0-53298 


118 


110 


979 


0-0152 


210 ' 


3-464 


30-80 


0-4794 


12-35 


12«J 


1,1*68 


0-0139 


2-20 


3 976 


33-90 


0-4418 ! 


12-87 


130 


1,137 


0^128 


2-3/) 


4 155 


36-90 


0-4042 


13-35 


; 140 


1.246 


0-0119 


2 40 


4-524 


40-30 


0-3666 


13-81 


! 150 


1335 


00111 


250 


4-909 


43-60 


0-34028 . 


14-27 


160 


1.424 


0-0104 


2-60 


5-309 


47 30 


0-3196 I 


14-7 


170 


1,513 


0-0098 


2-70 


5-7-28 


51 00 


0-2914 


15 15 


180 


1,602 


01)092'; 


2 HO 


6158 


54-80 


0-2726 1 


15*5 


190 


1.691 


0-0088 


2W) 


6-605 


58 9 


0-2538 


15-95 


200 


1,780 


0-0*1835 


3 (Ml 


7 009 


62 9 


0-23688 


167 


2-20 


1 958 


0-00760 


310 


7 548 


67 1 


0-2-2090 ! 


17-5 


240 


2.136 


O0O695 


3 20 


8-043 


71-6 


0-20774 . 


18-2 


260 


2,314 


0-00641 


3-30 


8-553 


761 


u- 19552! 


18-9 


280 


2.492 


0ii0596 


3*40 


9 08 


80 8 


0184-24 i 


19-5 


300 


2.670 


(Hiil.'>56 


3-50 


9-62 


85-8 


0-17390 

1 


( 
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III.— Table of Cablks (Lazabe, Weiller, and Co.). 



Number 


Diameter 

of 
each Wire. 

mm* 


Diameter 

of 

Cable. 

mm. 


Solid WireEquivalent 


Weight 

of a 

Kilometre. 

kgrm. 


ReeiBtance 
of a 


of 
Wires. 


Diameter, 
mm. 


Sectional 
Area, 
mm*. 


Kilometre at 

15-6« C, 

ohms. 


3 
3 
3 


0-608 
0-609 
711 


107 
1-29 
1-60 


0-86 
1-06 
1-24 


0-685 
0-893 
1-216 


6 

8 
11 


29-07 
20-10 
14-83 


7 
7 
7 
7 
7 
7 
7 
7 
7 
7 
7 
7 


0-508 

0-609 

0-711 

0-762 

0-838 

0914 

102 

1-22 

1-42 

1 63 

1-83 

2-03 


1-54 
1-83 
2-13 
2*28 
2-51 
2 74 
3-04 
3*66 
4-27 
4-88 
5-49 
6-10 


1-36 
1-62 
1-90 
203 
2-23 
2-43 
2-71 
3 25 
3 78 
4-34 
4-87 
6-41 


1-423 
2-075 
2-849 
3-242 
3-923 
4-65 
5-77 
8-30 
11-28 
14-73 
18-66 
22*98 


13 

19 

25 

29 

35 

42 

62 

74 

100 

132 

166 

205 


12-43 
8-63 
6-337 
5-525 
4*561 
3 8.35 
3108 
2 158 
1-585 
1-213 
0-959 
0-778 


19 
19 
19 
19 
19 
19 
19 
19 
19 


0-914 

102 

1-22 

1-42 

1-63 

1-83 

203 

234 

2-64 


4-57 

5 08 

6 10 
710 
8-12 
9-14 

101 
116 
13-2 


4-03 
4-47 
5-35 
6-27 
716 
8 05 
8-94 
10-7 
11-6 


12*74 
15 72 
22-66 
30-91 
40-25 
50*96 
62-77 
83-20 
106 30 


113 
140 
201 
274 
358 
453 
559 
740 
945 


1-404 

1 -137 

0-7897 

0-6704 

0-4445 

0-3512 

0-2845 

0-2151 

01683 


-37 
37 
57 
37 
37 


1-63 
1-83 
2-03 
2 34 
2-64 


11-3 
12-8 
14 2 
16-3 
18-4 


100 
11-2 
12-5 
14-3 
16-2 


78-6 

99 6 

122 7 

162-7 

207-7 


699 

885 

1,093 

1.446 

1.847 


0-2274 
0-1797 
01456 
O-llOl 
0-0861 


61 
61 


2-34 
264 


21-0 
23-7 


18-5 
20-9 


268-7 
343-4 


2.389 
3.052 


0-0666 
0-0521 
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IV. — Hysteresis Coefpicixnts (17). 
(After Mr. Cu. P. Steinmbtz (see p. 49.) 



Metal. 



• • • • • • 



> • • • • • 



• • • • • • 



Soft iron wire (Ewiog) 

Thin sheet iron 

(1) Thick sheet iron 

Cast steel (annealed) 

Tool steel 

Cast steel of minimam susceptibility 

Cast iron 

Cast steel (temperod) 



• • • • • • 



• • • • • • 



•• ••• ••• •■• 



••• ■•« ••• 



•• ••• •■• •«■ 



• • « • « 



(HXfi 

oaoz 
o-ooss 

0*0042 to 0-0045 
0-006 
0-0094 
0OI29 
0102 
0^250 



V. — Hysteresis Coeffioients (17). 
(From the Experiments of Dk. Hopkinson.) 



Metal. 


Compo«icion and Previous 






Treatment. 


v 


Cast iron 


Annealed ... 


•t« •.• ••• .•• 


0-00202 


Soft Bessemer steel 


0045 


per cent, of C. annealed 


0-00262 


„ Whitworth „ 


09 


II 


I> M 


0-00-257 


»> »i >i 


0-32 


• • 


If II 


0-0059K 


»» It i» 


0-80 


i> 


II II 


0-00786 


>» II II 


32 


II 


tempered in oil 


0-00954 


II II i» 


0-89 


II 


II II 


01844 


Siliceoue steel 


3 44 


>i 


of i5t (forged) ... 


0-00937 


»• II 


II 


•1 


annealed ... 


000784 


II II 


t* 


II 


tempered in oil 


0-01242 


Manfranese steel 


4-78 


ti 


of Mn (forged) ... 


05963 


i« II 


>• 


II 


,, annealed ... 


04146 


1' II 


8-74 


II 


>i II 


0-08184 


If II 


4-73 


19 


tempered in oil 


06706 


Chrome steel 


0-62 


II 


of Cr (forged) ... 


01179 


I» M 


1-2 


II 


If ••• 


0-01851 


• 1 |l 


0-62 


II 


annealed... 


0-00897 


(Jrey cast iron 


3-47 




of C, 0*17 per cent. 

JuTl.. . ... ... 


0-01826 


White cast iron 


2 04 


tt 


of C, 0-39 per cent. 










JUti ... ... ,., 


0-01616 



VI.—Tablb or Taldbs o 
(8m p. 49.) 





Vtlae of 17 B> 


for 


B 


TbIqb of 1) B' 


•'tar 


B 


V = 0-002 


,, = 0-003 


, = 0-00* 


, = 0-002 


V = 0-003 


„ = 0-U0« 


500 


416 


62-4 


83-2 


10,500 


5 432 


8,148 


10.864 


1,0(M( 


126 2 


18B3 


262-4 


11,000 


S830 




11700 


1.500 


•2412 


361 8 


482-4 


11,500 


6.282 


9,423 




2.000 


382-6 


573 8 


765-2 


12,000 


6,726 


10,089 


13,4.W 


2,500 


546 4 


819-6 


1,092-8 


12,500 


7 178 


10.787 


14 356 














11.4H3 




3,500 


liSatt 


1,405-2 




13 500 


8 1-20 


12,18U 


16,240 


4.0011 


1,160 


1,740 


2,3-20 


, 14,000 


8.60B 


12 009 


17,212 


4,50<.i 


1,400 


2.100 


2,800 


14 500 


9.160 


13.740 


18.3-20 


5000 




2 486 




1 15000 


9 614 


14,421 


19,228 


5.500 


1.932 


2 899 


3.864 


15,500 


10.124 


15,186 


20.248 


6,000 


2,222 


3,333 


4,444 


16,000 


lOe.'M 


15.987 


21,.3I« 


6,500 


2522 


3.783 


5.044 


1 16.500 


11.196 


16,794 


22.302 


7,000 


2,840 




5,680 


17.000 


11.740 


17.610 


23 480 


7.600 


3.im 


4,749 


6.332 


17,600 


12,296 


18.414 


24 592 


8,000 


3 5t« 


5 274 


7,032 


' 18,000 


12H68 






8, SOU 


3.872 


5,808 


7,744 


18,500 


13 444 


20,166 


26.888 


9,(XKI 


4.244 


S.366 


8,488 


19,000 


14 034 


21,051 


28,068 


9.500 


4.626 


(iM9 


9.262 


19 500 


14 624 


21.936 


29,248 


iU.OOO 


5.022 


7,533 


lO.l.U 


20,000 


15,226 


22,839 


30.4.12 
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VII.— Table or Valitib o 
(Sm p. 76.) 



X 


\"-» 


^ 


.... 


01 


251 


0-6 


0'73« 


02 


0-381 


0-7 






0-486 






0-4 


0-677 


0-0 


0-038 


-0-6 


0-659 


1-0 


1-000 
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VIII. — Table or Valves satisfying the Eqcattox 

(See p. 76.) 



<\ - ->•" = A. 

1 + T 





0-085 
0132 
0-173 
0-212 
0248 
0*286 
0-323 
0-360 
0*400 




1 

0-95 
0-») 
085 
0-80 
0-75 
70 
0-65 
0-60 
0*55 



A 


T 


0-439 


0-50 


0*481 


0-45 


0-625 


040 


1 0-571 


0-35 


0-620 


0-30 


0-673 


025 


0-730 


0*20 


789 


015 


0-853 


0-10 


922 


0-05 



Hence r = 1 - A (approximately). 



IX 



—Table of Values ok x = "^'^ lop fl + iS\ (See p. 162.) 





/. 






h in Centimetree. 








c 


0-3 


0-6 


0-9 


1-2 


1-5 


2-0 


f 


2-6 


0-63 


101 


130 


1-64 


1-76 


2-03 




5 


0-76 


1-26 


1-67 


2*02 


2*34 


2*77 


a = ISO^ - 


76 


0-84 


1-41 


1-89 


2*31 


2-09 


3-24 




10 


0-89 


1-62 


206 


2-62 


2-95 


358 


i 


15 


0-96 


1-67 


2-28 


2-83 


3*32 


4-07 


/ 


2-5 


0-72 


116 


1-45 


1-70 


1-92 


222 


f 


6 


0-87 


1-47 


1-88 


2-27 


260 


3-08 


a ^ ISO' -{ 


7-5 


0-96 


1-65 


2-14 


2-62 


3-04 


3-62 


1 


10 


1-03 


1-78 


2-34 


2-87 


3-34 


4-04 


v. 


15 


1-12 


1-97 


2-60 


3-23 


3-87 


4-62 


f 


2-5 


0-83 


i-:w 


166 


1*92 


216 


2-45 




5 


103 


1-67 


219 


260 


298 


3-50 


a - I'JSir • 


7-5 


1-14 


1-89 


2-51 


303 


3*50 


4-16 




10 


122 


2 05 


2-76 


3-34 


3-87 


4-65 


X 


16 


1-45 


2-28 


3-08 


3-79 


4-43 


6-38 


i 


26 


o;99 


1-45 


1-72 


1-86 


1*92 


2-76 


[ 


5 


1-26 


2-02 


2-61 


3 09 


3*60 


4-06 


» . W \ 


7-5 


1*41 


2-31 


3*03 


3-64 


417 


4*90 


1 


10 


1-52 


2*52 


3*34 


4-Oi 


4-«7 


5-66 


V. 


16 


i 1-68 


2*83 


3*78 


4*e2 


S-S8 


6-6 
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XI —Dimensions of Kjets. 
(See p. 260.) 

System of Jnlee Rdmmele (modified). 

Applicable to Habe in Cast Iron or in Ganmetal ; in the latter 

mast be need. 



two Icej 



^1:33 




'f tii 





Single Key. 


Two Keys. 


Diameter of Shaft. 














d 


a 
mm. 


h 


a 


h 


mm. 


mm. 


mm. 


mm. 


16 to 20 


6 


7 


4 


6 


^1 . 


, 25 


5 


8 


4 


6 


^ , 


, 30 


6 


10 


5 


7 


31 . 


, 35 


7 


11 


5 


8 


.36 , 


, 40 


7 


12 


6 


10 


41 , 


, 45 


8 


13 


6 


10 


46 , 


, 50 


9 


15 


7 


11 


^1 , 


, 55 


10 


16 


7 


1-2 


56 . 


. 60 


10 


17 


8 


13 


61 . 


, a-) 


11 


18 


8 


13 


66 . 


, 70 


12 


20 


9 


i:> 


71 , 


, 75 


13 


21 


9 


15 


76 , 


, 80 


13 


22 


10 


17 


81 , 


, 85 


14 


24 


10 


17 


86 , 


, 90 


14 


25 


11 


IS 


91 , 


, 95 


15 


26 


12 


•3» 


96 . 


, 100 


16 


28 


13 


l\ 


101 , 


, 110 


17 


30 


13 


2L» 


111 , 


, 120 


18 


.32 


14 


•24 


121 , 


, 130 


19 


34 


14 


25 


131 , 


, 140 


20 


36 


15 


26 


141 , 


, 150 


21 


.38 


16 


•2S 


151 , 


, 160 


22 


40 


17 


;{o 


161 . 


, 170 


23 


42 


18 


.32 


171 . 


, 180 


24 


44 


19 


.^l 


181 , 


, 190 


25 


46 


20 


:i6 


191 , 


, 200 


26 


48 


21 


.38 


201 , 


, 220 


28 


52 


•22 


40 


221 , 


, 240 


30 


56 


23 


42 


241 , 


, 260 


32 


60 


24 


44 


261 , 


, 280 


34 


64 


25 


46 


281 , 


, 300 


36 


68 


26 


48 
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XII.— Galcl-latiok of the Size of Pulleys. 
(8f e p. 276 ) 

H. ?. = the number of horsr-power tranimftted ; 
I' — the speed of the bHt, in metres par lecand. 
h = the breadth of the belt, in oentimetref. 
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ALTERNATE-CURRENT TRANSFORMER DESIBN. 

By R. W. WEEKES, WhitSch , A.M.I.C.E- 
Crown Sto niastnted. P ice 2s. 

This bo<:ik is one of a new Becies intetiileii to ahow SBgiaeers and maiinfac- J 
tnrera the exmot metbod of asiii^ our acquired knowledge in t 
oonatractioii of appArBtua, Mr. Weekes has taken a number of difCerentl 
ty|ieB and calculated out full; the dimeaaiona of the varions parts, BbotrinKj 
eush step in the cslaiilation, Diagrams are given drawu to aoale, and I 
«TiinmKry of e'lxee, weights, losses, and coite given at the end of eauh deBii;ii. 

At the present time traneformer^ play an important part in high prassufa J 
dlatribatiou, and it is of the greatest importance that they be oonstrnatoil 
to give as little loss as possible. 

" This is a model treatise on a subject very seldom satisfactorily handled.L 
The prinoiplea involved in the design of economical transformers are desanbed-l 
and iflnBtTDted cleverly and clearly The calculations and formiilai are aimplel 
ftod easily applied,"^£fcitfrfi:al Sevifio. 

"Of interest to all electricians engaged on the alternate- on rrt 
Sngineer. 

" Well worth the careful attention of engineers in this important branoll 
of electrical diatribntion "—EIreirieitu. 

" An endeavour to deaoribe as simply as possible the principles involved* 
in the construction of transformers on ecanomi<! lines, both as regard! flralfl 
«OBt and power waated whan working " — Daily Chronielc 



PHYSICAL UNITS. 

By MAGNUS MACLEAN, M.A., D.Sc, F.R.S.E. 
Illustratad. Price 2s. Gd. 

This little bon't diecuBBes the present state of tha subject under ihi 
following headings: Fundamental Units— Geo met rioa I and Kinematical J 
Dnitl — Djrnaniical Units — ICIeatrostatic System of Units— Magnetic Uiiita — 
Slectromagnotic System at Units- FrBctical Electrical Units. 

" A very useful book." — Eugintir. 

'• We heartily commend the hoo\i."—Abfrdtm, Jnurnal. 

" The subject has been very carefully and olearly discussed tbrongboii^ . 
«nd the book is sure to be found of much value to students in physical I 
laboratories, and also to those otherwise engaged in the study of niathematiuai ( 
pbyaiM." — Sfiiynir Htraiil. 

" Will be fomid of great aervioe to students of natural philosophy. The I 
platiB by which eleotrioal mesBilrement maybe taken are fully explamed." 
jjwndre Adtvrlifer. 

'■A handy reference book tor the student, the engineer, and the layman." 
Xlettrirlty (New York}. 

"It supplies a vn.nt."—Tlie !f«tfi,ijha>a. Daily 0„ar-Uau. 

"Stndents of physios will obtain from tho text olear and aound kaowledga I 
of their units of measurement, and to more advanced investigators the book I 
will prove a veritable mrfc mttiiin." — ynawrt, 

BIGQB » CO. IW>1M, SALIKBURV COURT. LONDOtf, B.C. 



The Principles of Alternate-Current Working 

By ALFRED HAY, B.Sc(Edin.). 

J,ecturer on fSUctrotechnics at the. University Coliege, Liverpool, 

niustrated with 119 Diagrams in the Text. Pries 58. 



** It is essentially a labour-saving book, the iliastrations and arrangement 
being well adapted to save the reader's time." — Electrical Engineer. 

" We can recommend Mr. Hay's book to all interested in aiternato- 
<:urrent working." — Electrical Review. 

"From title-page to index this unpretentious little text-book is mnch to 
be commended.'' — Literature. 

** It is a good and timely book." — Electrical World, 

"This book is without doubt the best of its class." —Z>Qu/y Cfhromdt. 



First Principles of Electricity & HagnetisiL 

By C. H. W. BIGGS. 

Illustrated with about 350 diagrams in the text. Price Ss. 6d. 

Second edition (revised) will be ready about end of .lanuary, 1891*: 

This book is intended for be>;iiiners, and is based upon the 
syllabus of the City and Guilds Institute. 



THEORY AND PRACTICE OF ELECTRO - DEPOSITION: 

in(;miun(; kveky known mouk ok 

Depositing Metals, Preparing Metals for Immersion, Taking 
Moulds, and Eendering them Conducting. 



CROWN 8vo. ILLUSTRATED. PRICE Is. 6d. 



This little work is too well known to need a lengthy description. It has 
lont,' been acknowledj,'ed to be the simplest elementary manual on the subjects 
and Ur. Gore's ability and groat care to put his matter clearly is nowhere 
l)eUer shown than in this little book. 

BlOOft ft CO^ \aft-l«^ 1^\A«BURY COURT. LONDON. B.O. 



THE LOCAL DISTRIBUTION OF ELECTRIC POWER IW 

WORKSHOPS, &c. 

By ERNEST KILBURN SCOTT. 
ILLUSTRATED. Price ?b 

'*.... this well-informed little book, which enters fully into all the 
practical details, is likely to be of service in disseminating useful and reliable 
information."— GZa»'/o«? Herald. 

'•This is a valuable little work on a very important subject." — Electrical 
Retnew, 

** Of considerable service to many as a summary of the present state of 
the art." — Engineer 

" Altogetlier this is a handy little book." — Electricity. 



ALTERNATING & INTBBflUPTED ELECTRIC CURRENTS. 

By PEOF. GEOEGE FOBBES, M. A., F.E S , M.I.O.E. 

Illustrated. Price 2s. 6d. 

During the early part of 1895 Prof. Forbes delivered a series of lectures 
to the Royal Institution. These lectures were reported at the time ; 
they have been carefully corrected, and now issued as an elementary treatise 
upon this most interesting subject. 



'* There is a good deal in this little book that will interest the student of 
electricity. ' ' — Engineer. 

"The least technical are enabled to grasp the meaning of phenomena 
usually understood only by students of periodic currents." — Electricity (New 
York). 

"The republication of the lectures in a book form is much to be 
commended. " —Electrical Review. 



PORTATIVE ELECTRICITY 

By J. T. NIBLETT, Aut/ior of "Secondary Battkkies." 

niustrated. Price 2s. 6d. 

This is a treatise on the Application, Method of Construction, and the 
Management of Portable Secondary Batteries. 

The Charging Instructions are very complete, and should be of immense 
service to tliose who use small Portable Cells. 

"Will bo more esix^cially valued for its practical facts and instruc- 
tions." — Ehxtricul En(ji liter. 

"Contains much useful and interesting matter," — Olastjow Herald. 

*' The book is written in a iK)pular style." — MccJianical World, 

" May be regarded as a veritable premonition of the dawn of the "electric 
age." — Liverpool Courier, 
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"ELECTRICAL ENGINEER" 

A JOURNAL OF ELECTRICAL ENGINEERING, 



WITH WHICH IS INCORPORATED 



a 



ELECTRIC LIGHT." 



(EDITED BY O. H. W. BIQQ8.) 



This Paper is absolutely independent of and uncon- 
trolled by men interested in particular companies. 
These men run papers to suit their own purposes— 
to get early information for themselves, not to give 

information to the Profession, 



Published every Friday. Price 3d. 



Subscription, Post Free, within the United Kingdom 13s^ 
per annum ; other places 17s. 4d. per annum. 

For Advertisement Charges apply to the Advertise- 
ment Manager, 

139-140, SALISBURY COURT, LONDON, LC. 
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